xantrex’ 


Smart choice for power™ 


XW: THE \ =X) 
GENERATION 


Grid-tie, backup power and off-grid applications supported 
True sine wave output up to 18kW 
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Solar Micro-Inverter System | 


i Productive 
A Micro-Inverter per Module Ensures 
Maximum Energy Harvest. 


Reliable 


Highest System Availability. 
Smart 


Simplifies Design, Installation & Management. 
Plug and Play Communication. 


The days of fossil-fueled energy are numbered. As conventional energy costs continue 
spiraling upward so does the environmental price of pollution and climate change. 
That’s why Conergy is working hard to develop renewable technologies that meet all 
applications, small and large, on- and off-grid. In fact, approximately one in every ten 
solar energy systems worldwide has been supplied, installed and/or developed by 
Conergy. When you are ready to do your part, we are your ideal partner. 


As one of the world’s largest companies solely dedicated to renewable energy, Conergy 
is passionate about meeting the world’s power needs. Renewable energy is our core 
business, nota sideline. In more than 20 countries on 5 continents, we are driving market 
creation and innovation. Conergy works to solve basic lighting and refrigeration needs 
in some of the most remote locations on earth and provide utility scale installations 
powering the world’s largest cities. Whether you’re planning a residential, commercial, 
or utility scale project, we have the resources to ensure your success. 


Everyday we strive to be a valued business partner to nearly 1,000 renewable energy 
companies in the Americas region. We accomplish this by continually investing in 
IT, operations, and logistics tools to enhance our customers’ experience, developing 
innovative sales, marketing, and financial support programs to assist our partners at 
any stage of their business and providing in-depth system design and trouble shooting 
support to ensure systems supplied by Conergy and our partners exceed expectations 
and result in enthusiastic renewable energy consumers. 


Learn more at www.conergy.us or call toll-free:(888) 396-6611 


CONERGY 


MITSUBISHI 
ELECTRIC 


SOLAR ELECTRIC INNOVATIONS 


powered by the sun 


With more than 33 years of experience in the solar electric industry, Mitsubishi Electric is an industry leader in 
developing high-efficiency photovoltaic modules that deliver clean, reliable energy to homes and businesses. 


Mitsubishi Electric has made a commitment to protecting the environment and we are proud to use 100% 
lead-free solder in our solar panels. For more information, please call 714-220-2500 or visit our website: 


What makes AEE Solar 
the hottest team in the solar business? 


Proven Products %; 
= y 
Best Prices 


When you buy renewable energy systems, 
components or accessories from AEE Solar, 
you know you are getting reliable, field-tested 
products — at highly competitive prices. 

With three decades of solar experience, 

we know what works and what 

doesn’t. And we know which 

products deliver the best 

value for your money. 


Take your game to a 

new level - join the 

hottest team in solar! 
Become an author- 

ized dealer and get 

all AEE Solar has to offer: 


Widest Inventory 
Unsurpassed Tech Support 
Dealer Training 

Renowned Catalog 
Financing Packages 


OuRWN 


Whether you are an industry veteran or a solar rookie, put AEE Solar 
on your team for solar success! Call or apply online today! 


800-777-6609 707-923-2277 1155 Redway Drive 
8:30 to 5:00 Pacific Time 707-923-3009 fax PO Box 339 
Monday-Friday sales@aeesolar.com Redway, CA 95560 
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side-by-side solar 
Sandy George Lawrence 


Three PV systems centrally located on a workshop feed electricity to a 
home, bed-and-breakfast, and two rental units on adjacent properties. 


building science 
Rachel Connor 


The proper control of air, heat, and moisture through the walls of a 
home are key to its efficiency and comfort. 
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Roy Butler, Ryan Mayfield, Jay Peltz 
& Joe Schwartz 


It’s easier and cheaper than ever to install a PV, wind, or microhydro 
system at your home. The secret? Grid-direct batteryless inverters. 


58 SHW cortrollers 
Chuck Marken & Doug Puffer 


A buyer's guide to solar thermal differential controllers. 
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ae 68 hydro transmission 


Jerry Ostermeier & Joe Schwartz 
7 = = Options for getting your hydro-generated energy to your point of use, 


even over long transmission distances. 


Clockwise from lower left: Courtesy www.sunearthinc.com; Chris Hill/iStockphoto; www.joshroot.com; www.solarworld-usa.com; www.four-winds-energy.com; www.solarworld-usa.com; www.hipowerhydro.com; Carl Bickford; Joe Schwartz 
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On the Cover 


Get connected! Batteryless grid-tied PV, wind, and 
microhydro systems have never been easier or 
more affordable. 
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remote AE 
Jonathan Mingle 


The Appalachian Mountain Club huts are fixtures for outdoor lovers 
in the Northeast. Renewable energy makes being in the backcountry 
even more enjoyable. 


tower height 


Brian Raichle & Brent Summerville 


A slightly taller tower can often dramatically increase your wind system’s 
production. Brian and Brent do the math to show you how much. 


thermal Cata logging 


Carl Bickford 


With a little data gathering and number crunching, Carl Bickford 
proves the value of his simple hydronic heating system. 


solar studio 


Lynne Allen 


A travelling photographer equips her RV with a solar-electric system to 
take her studio on the road. 
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The Economic Impact 


of ENERGY 


When it comes to the economic impact of energy, nothing gets people’s attention 
like a big jump in the price of a gallon of gas. The national average price per gallon 
breached $4 in June—just shy of double the average price a year ago. The costs 
of other liquid and gaseous fossil fuels are following suit. Many residents in the 
Northeast are already sweating the looming expense of heating their homes with 
fuel oil next winter. And, in parts of the country, heating with grid electricity 
is now on par with natural gas. More than ever, the rising price of energy is 
impacting everything from how we get to work to what food we choose from the 
grocery store shelves. 


As is well established in economic theory, large increases in cost send folks 
searching for alternatives. Impacts on our wallets tend to change our habits and 
open our minds. Here’s a habit-changing example: According to U.S. News & 
World Report, total vehicle sales are down by 8% so far this year, and sales of trucks 
and SUVs have dropped 23% in the same time frame. On the open-mind side of 
the equation, hybrid vehicle sales are booming and commuter trains are filling 
with record numbers of people. The immediacy with which rising prices impact 
purchasing decisions is both fascinating and, taking the long view, encouraging. 


When it comes to electricity generation, long-subsidized and low-cost conventional 
fuels like coal or natural gas have, until recently, always had an economic leg up 
on renewables. For most people, if it costs more or the perceived benefits aren’t 
immediately apparent, the deal goes to the lowest bidder. But economics aside, 
who wouldn’t rather get electricity from a PV array on their roof than from a coal 
plant down the road? Renewable energy has always been attractive for reasons 
ranging from independence to a clean environment, but economics has continued 
to be the biggest hurdle. 


The cost of nonrenewable sources of energy will continue to increase—sometimes 
rapidly and sometimes at a crawl, but always upwards. Compare that trend to 
renewable technologies that are gradually dropping in price and increasing in 
terms of efficiency and performance. The costlier conventional energy gets, the 
more attractive the benefits of renewable sources become, and the harder people 
will push for clean energy. 


—Michael Welch & Joe Schwartz 
for the Home Power crew 


Think About It... 


“With 5,249 megawatts of wind power going in the ground in 2007, 
wind energy comprised 35% of the new electric capacity installed in the United States last year.” 


—Randy Swisher, Executive Director, American Wind Energy Association 
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¢ Combine Multiple Strings From a 
Single Array 


e Outdoor Rain-Resistant Aluminum 
Enclosure 


e Optimized Wire Routing For Easy 
Installation 


_° Tinted Flame-Retardant 
_ Polycarbonate Deadfront Panel 


FLEXware PV 8 


Generous Wiring Conduit Knockouts 
Wall, Roof or Pole Mountable 


e Accommodates Dual 2/0 AWG 
Output Wiring 


e Accommodates 150VDC DC Breakers 
or 600 VDC Fuses 


® Includes Aluminum Front Cover 
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No more of those 
“to do while I’m 
waiting for them 
to respond” lists 


Engineering support response times 
— in writing — as part of our Fronius 


Gold Quality Guarantee program. 


Visit www.fronius-usa.com 


for more information. 


POWERING YOUR FUTURE 


Interior paper is made from 85%-100% recycled material, including 20%-30% postconsumer waste. 


Contact Us... 


Subscriptions 
To subscribe, renew, change, or inquire about 
a subscription: 


800-707-6585 or 541-512-0201 
subscription@homepower.com 
www.homepower.com/subscribe 


Back Issues 


Many of our back issues are available in print 
and/or online in Adobe PDF. Our first 120 
issues are also compiled on DVD-ROM. 
More information at: 


www.homepower.com 
Order online or by phone: 
800-707-6585 or 541-512-0201 


Submissions 


For inquiries and information related to 
editorial submissions, write to us at: 


submissions@homepower.com 
www.homepower.com/writing 


Marketing 
Promotional opportunities and offers: 
marketing@homepower.com 


Ask the Experts 


To have your technical questions considered 
for publication, send them to: 


asktheexperts@homepower.com 


Web Site 
www.homepower.com 


Send your comments and suggestions 
regarding the site to: 


web@homepower.com 
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www.homepower.com, contact: 
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Letters to the Editor 


E-mail your comments and suggestions 
to us at: 


mailbox@homepower.com 


or write to the address below. 


Home Power magazine ¢ PO Box 520 e Ashland, Oregon 97520 * USA 


When it comes 
to response time, 
faster is better 


a 


Fronius, an industry-leading solar inverter company, is continuing our commitment to world-class customer 
support with a service promise — in writing. As part of our Fronius Gold Quality Guarantee program, we 


will work with our customers to ensure: 


= Field diagnostic telephone calls to isolate inverter or installation issues will not exceed 30 minutes, or the 
inverter is automatically replaced (assumes useable cell reception and technical competency on behalf 


of the installer). 


= Two hour resolution path goal on all phone messages and four business hours for email inquiries on 
typical engineering support questions during Fronius business hours — 9:00am to 9:00 pm EST, Monday 
through Friday (excluding holidays). 


Take a look at what 60 years of experience can do for you. 


Fronius USA LLC, 10421 Citation Drive, Ste 1100, Brighton, MI 48116 


Tel: 810-220-4414 Email: pv-us@fronius.com Web: www.fronius-usa.com 


POWERING YOUR FUTURE 
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PV Warranties 
I've heard that solar-electric modules carry 25-year warranties. 
But what exactly does that mean? Is that for any mechanical or 
electrical failure, off-spec production, or what? How are owners 
compensated under these warranties? 

James Houghton - Los Angeles, California 


PV modules from reputable manufacturers carry production warranties 
between 10 and 25 years, with the majority coming in at 20 to 25 years. 
To find out what that actually means, you must review the fine print. 

A typical module warranty provides an immediate remedy 
for “material defects and workmanship” for one year from date of 
purchase. After that initial warranty, most companies warrant their 
modules for an additional time with respect to power output. Often 
that addition will be worded to provide for a total term—say, 25 
years from date of purchase. Most limit this guarantee by warranting 
module production to be within 90% of the minimum rated power 
output for the first 10 years and 80% for the remaining 15 years. So the 
warranties cover immediate failure and then “off-spec production” 
within their specified percentages of rated power and terms. 

Owners are generally compensated (after the failure is confirmed 
by the manufacturer) by a repair or replacement of the failed module. 
The labor involved in confirming the failure, module removal, 
shipment to the manufacturer, and the installation of the replacement 
module is not covered under the warranty. 

As a PV installer, I’ve had three experiences with manufacturer 
follow-through on warranties. My first experience was with the 
replacement of failed single-deposition amorphous modules that 
had failed to the degree of the manufacturer going bankrupt. With 
the company “gone,” clients who called us in to troubleshoot their 
systems found no recourse. These folks had to buy new modules at 
their own expense to get their systems running again. 

My second experience was with a large manufacturer that had 
identified a failure for a specific production run of their modules 
(with specific serial numbers), which had solder difficulties created 
during their lamination process. Once they identified the problem 
(through reported field failures), the company issued a notice of the 
series to watch out for. Failed modules were identified by inspecting 
that series—a good reason to always record serial numbers for 
customers—and the manufacturer replaced the modules after the 
failed units had been returned. 

My third experience was with another major manufacturer. 
On this occasion, there was no notification of modules with a 
failure mode, but our company had a callback based on system 
underperformance of approximately 50%. Troubleshooting this took 
us to the inverter manufacturer first (identifying module failure when 


en ay a. 


Tom Tomezyk/iStockphoto 


it is less than 100% can be difficult in the field). They suggested that 
we contact the PV manufacturer with our module serial numbers in 
hand. At that point, the PV manufacturer admitted a problem with 
that series of modules. The company took the modules back and 
replaced them all. 

Warranties do not cover damage from shipment or improper 
installation. They do not cover failures caused by owners, installers, 
natural forces, or other unforeseen circumstances beyond the 
manufacturers’ control. Warranty language can be difficult to 
understand—it is written by attorneys, after all. 

All warranties contain exclusions. These vary and can have 
great effects on the warranty’s value. One example found in most 
warranties is for installations in mobile, marine, or other “abnormal” 
environmental conditions (such as acid rain, other pollution, or salt 
damage). We regularly install modules on RVs and boats, and these 
installations void most warranties. 

In the end, it pays to follow old rules. Work with companies 
that are well known and reputable. Warranties are only good if 
the companies survive the term of the warranty in question. Keep 
installation details, especially equipment serial numbers, at hand— 
with the equipment manuals, perhaps. (Yes, we have experience 
climbing roofs and getting under arrays to retrieve serial numbers!) 
And finally, always correctly follow the manufacturers’ installation 
procedures. 

Overall, my experience has been that PV failures are few and 
far between with modules purchased from major manufacturers. 
This is more than a matter of luck. PVs are well-made, long-term 
investments. I once asked an engineer at a PV manufacturer why 
they were willing to put 25-year warranties on their modules. His 
reply was that the same formula is used to determine the warranty 
for any other consumer electronic equipment: Estimate the life of 
the product, divide that number by two, and make that number the 
warranty term. 

Chris LaForge, Great Northern Solar ¢ Port Wing, Wisconsin 


“Overall, PV failures have been few and 
far between when working with the major 
manufacturers.” 
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They suffered from irreconcilable similarities. 


You're concerned about the price of electricity. She’s worried about global warming. You want less reliance on imported 


energy. He wants more energy freedom. Well, at least you can agree on a residential wind generator. Designed specifically 
for grid-connected homes, the Skystream 3.7° allows you to take control of your energy needs by converting the free 
energy in the wind into electricity. Skystream can lower your electric bill by as much as 80%, protect you against volatile 
electricity prices, reduce your dependence on foreign oil, and produce clean green energy that doesn’t cause global warming. 


Most importantly, it provides greater independence and stability for you and your family. This, we can all agree on. 


SKYSTREAM?? 


Visit skystreamenergy.com or call 1-866-807-9463 for a dealer near you. 
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» -ASk the EXPERTS! 


Radiant-Heat 
Tubing 


Thin-Slab 
Thermal Mass Floor 


The importance of mass in passive solar design is not only a heating 
performance issue, but also a year-round comfort issue. On the 
performance side, in central Wisconsin (latitude 45 degrees north), 
our designs maximize south-facing glazing by orientating glass- 
heavy walls within 30 degrees of true south. If the amount of glazing 
on that wall rises above 8% of the total floor square footage, mass 
becomes necessary to store excess heat available through solar gain 
for nighttime use and to prevent uncomfortable temperature swings 
during daylight hours. 

In the past, using Trombe or masonry walls within the building 
envelope—directly behind glazing and exposed to direct solar 
radiation—was a common strategy. In small house design, however, 
those walls occupy valuable living space and block views, so we are 
now using strategies that “hide” mass, like plaster on walls, thin 
concrete slab floors, tile or stone floors, and masonry structures such 
as masonry heaters. The idea is to provide large, thin active surface 
areas, taking advantage of the fact that most active heat transfer and 
storage takes place in the outer 2 to 3 inches of mass. Thin-slabs are 
typically 21/9 inches thick, laid over conventional wood floor framing 
slightly modified for the additional bearing required. These slabs 
are scored to prevent uncontrolled cracking and tinted for a nicely 
finished floor. 


Radiant Floor with PSD? 
I’m confused about some of the specifics of passive solar design 
(PSD). Specifically, what sort of secondary heating system is 
best used so that it doesn’t interfere with the primary heat 
source (passive solar energy) for the thermal mass floor? Since 
we're already pouring a concrete slab, I’m thinking that it might 
make sense to put radiant tubing in the floor. But would the 
heated fluid circulating through the tubing interfere with heating 
the slab with passive solar energy? 

Derek Dombrowski « New Glarus, Wisconsin 


There is some debate among the passive solar design community 
over whether this same thin-slab should be also be heated with radiant, 
in-floor tubing, because raising the slab temperature might inhibit 
passive solar storage potential. While I think this is theoretically true, 
I would always choose to run in-floor tubing in the thin-slab for a 
couple of reasons. 

First, the amount of usable passive solar gain is minimal in 
December and January in our climate, but there is great winter 
benefit in having tubing in the slab to circulate hot water from a 
storage tank supplied by a masonry heater, solar hydronic system, or 
a conventional boiler. Second, as we get into days with better passive 
solar potential, the static temperature of the slab, even when in a 
heating mode, is going to be in the upper 60s and will still absorb 
a large amount of solar radiation. Clients typically set thermostats 
in the mid-60s, taking advantage of the relatively high comfort 
levels radiant heating systems provide at lower room temperatures. 
Typically clients note that the temperature variation when bright 
sunny days follow an extended period of cloudiness range about 4°F 
to 5°F in the living space, even if the slab has been heated through 
the nighttime. 

Jim McKnight, Gimme Shelter ¢ 
Amherst, Wisconsin 


“There is some debate among the passive 

solar design community over whether thin- 

slab should be also be heated with radiant, 
in-floor tubing.” 
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Off-Grid PV as Simple as Grid-Tie 


Introducing the 
Apollo Solar SPC 120/240 


SOLAR POWER CENTER 


Split-phase, true sine wave inverter/charger, 80-amp MPPT 
charge controller, plus all breakers, GFP and lightning 
protection — fully integrated into one box! Pre-wired, 
pre-tested and ready for quick installation - a true 
plug-and-play, off-grid PV power system. 


= Compact 3 ft by 
2 ft secured enclo- 
sure - only 9 inches 
deep - keeps 
equipment safe 
and clean. 


System monitor 
shows PV 


state-of-charge, 
and AC load. 


Wireless Remote 
Display for system 
monitoring with 
range up to 1 mile. 


AC out 


ay 
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Call or visit online to learn more 


APOLLO 
SOLAR 


ApolloSolar.com + 203-790-6400 


performance, battery | 


Building on the success of the T80 Charge Controller 
with its patent-pending MPPT technology and robust 
thermal design, Apollo Solar completes the off-grid 
PV power suite with two products installers have 
been asking for (also available separately): 


TrueSineWave™ 

 Split-Phase Inverter/Charger 

+ Pure sine wave, 120/240 split-phase 

* No external 

transformers 

required 

200% surge to 

start well pumps 

and motors 

+ 12-,24-and 
48-VDC models 


T100 MPPT 

Charge Controller 

With up to 100 amps of continuous 
output, the T100 extends the benefits 
of Apollo’s superior energy harvest 
technology to higher-voltage PV 
modules and arrays up to 200 Voc. 
Includes integrated TriMetric™ 
battery state-of-charge metering, also 
available via Wireless Remote Display. 


... Integrated into a complete 
off-grid PV power center 


The TrueSineWave Inverter/Charger and the T80 MPPT 
Charge Controller provide superior performance and 
reliability whether alone or working together seamlessly 
in the Apollo Solar SPC 120/240 Solar Power Center. 
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. ASk the EXPERTS! 


Energy Audits 
| want to find a company that | can hire to perform an energy 
audit. What should | be looking for in a company? What should | 
expect in an audit? And, if someday | want to go into the business 
of offering energy audits, where should | go for training? 

Chuck Templeton - via e-mail 


Some utilities and other companies will send out someone with a 
clipboard to do a cursory check of a home’s energy consumption 
problems, but a growing number of professional energy auditors can 
give you a much more comprehensive view of your home’s energy 
situation. They can even give you a prioritized list of suggested 
improvements so that you get the most bang for your buck. 

The two places to check first are the Residential Energy Services 
Network (RESNET, www.resnet.us) and the Energy Star Web site 
(www.energystar.gov). The former maintains a list of certified home 
energy raters who can do complete energy modeling of your home 
based on a thorough inspection (see my article in HP106). Home 
energy ratings are mainly used to certify new Energy Star homes, 
but many raters also perform them on existing homes. On the Energy 
Star Web site under “Home Improvement,” you'll find plenty of 
information and tools you can use to do some analyses yourself. Also 
on the Energy Star Web site, you can find links to organizations that 
can put you in touch with trained contractors. 

When choosing someone to assess your home’s energy profile, 
you should look for a person who understands building science 
and approaches the house as a whole system. They don’t have to 
be a certified home energy rater as long as they know how to do a 
thorough home performance assessment that includes duct leakage 
and infiltration testing. 

In most cases, you'll pay $200 to $800 for an assessment, 
depending on what's offered, and you'll get a detailed report 
showing your home’s energy weaknesses. If a home-performance 
contractor does the assessment, you'll also receive a proposal for the 
recommended improvements. 

Finally, if you want to become an energy auditor, your first step 
should be to get Home Energy Rating training. Check the RESNET 


A professional energy auditor runs tests to gather data, 
calculates the home’s energy efficiency, and then recommends 
improvements that can be made. 


Web site for organizations that offer this training. You might also 
consider attending the Affordable Comfort Home Performance 
Conference (www.affordablecomfort.org), where you can learn a 
tremendous amount and interact with a broad cross section of 
professionals who do this type of work. 

Allison A. Bailes IIT, Southface Energy Inst. ¢ Atlanta, Georgia 


“In most cases, you’ll pay $200 to $8sOoOO 

for an assessment, depending on what’s 

offered, and you’ll get a detailed report 
showing your home’s energy weaknesses.” 
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PROVEN PERFORMANCE YOU CAN TRUST. 


Trojan Battery has been building the world’s most reliable, long-lasting batteries in the United States for 
over 80 years. Every Trojan battery is designed to enhance the performance of your renewable energy 
system while providing outstanding durability and battery life you can depend on. 


¢ Rated “the most durable and long-lasting battery” by installers and integrators of 
renewable energy systems® 

¢ Trojan’s virtually indestructible Polyon® cases stand up to the harshest environments 

¢ 7-year solar warranty available* 

¢ Broad product portfolio offers the best flooded, Gel and AGM batteries in the industry 


Receive your FREE Technical Brief on Deep-Cycle Technology: 
visit our website www.trojanbattery.com/RE002. 


* Findings based on third-party market research. **Offered on select sizes. 


Solar Power 2008 San Diego « October 13 — 16, 2008 


Trojan Battery Company — Booth 2032 RE *= Trojan. 


For more information contact Trojan Battery Company at 800-423-6569. BATTERY COMPANY 


ASK TNC EAPERTS: 


| am an active ham radio operator, and | think that | have 
already killed one solar-electric charge controller because radio 
frequency (RF) found its way in to it. Specifically, 20 watts out 
at 50 MHz was the problem. With that in mind, I’m wondering 
if you have ever encountered this problem, and what solutions 
you can suggest. 

Rich, WD4RBX (ham for 30 years) - Townville, South Carolina 


Unfortunately, we can’t just “see” the near and far electromagnetic 
RF fields with our eyes, so we have to make educated but empirical 
guesses at this semi-black art. The RF from your ham transmitter is 
most likely entering the controller through the power input/output, 
remote control, or battery temperature-sensor cables. The trick is to 
figure out which cable is the culprit without damaging the controller 
in the testing process. 


Left: boB Gudgel works with the 
electronics inside the charge controller 
at his ham radio station while Squeakers 
the cat paws at a toroid choke. Inset: 
Close-up of ferrite chokes. 


Many times, the RF-sensitive device will 
give you an outward sign of impending 
doom, such as flickering LEDs, a corrupt 
LCD readout, or some other indication that 
you can associate with the keying up of your 
transmitter, without going to the breaking 
or “smoking” point. If this is true in your 
case, key up your transmitter starting at a 
very low power level, raise the power until 
you or a knowledgeable assistant just start to 
see some indication of a problem, and then 


Courtesy boB Gudgel (2) 


unkey the transmitter. A handie-talkie makes 
a great RF generating source used as a “probing” tool. 

There are some indicators to look for during your testing. 
Sometimes the controller’s microprocessor will crash and the unit will 
stop running. If this occurs, you may have to power down the charge 
controller and reset it. Next, try removing cables, one at a time or in 
multiples to see if the problem goes away at that last power level. If 
this stops the corruption, run the cables through a ferrite bead (clamp 
on) or toroid, then reconnect them and try the test again. 

Since you need to keep the controller powered up for this test, 
you may have to use a big ferrite on the battery cables from the start. 
Remember to run both positive and negative wires through the toroid 
hole (common mode filtering). Not all ferrite is the same, so you may 
have to try more than one type. 

Another thing to try is to physically move wires and cables around 
to see if RF sensitivity changes. Sometimes going inside the box is 
necessary. If you have experience working with electronics, you may try 
adding a capacitor. In fact, try grounding and ungrounding the chassis 
to see if anything changes. You might also try adding small capacitors 
from PV plus and minus terminals to the chassis to help the filtering 
action of the PV ferrite. Both caps should be of the same value, at about 
0.01 or 0.001 microfarads, and leads should be as short as possible. 
boB Gudgel, K7IQ ¢ Everett, Washington 
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Our passion for solar energy has made us a world 

leader in the field. State-of-the-art designs and rigorous Bg SUNTECH 
quality control result in products that meet the highest 

international standards. We deliver increased energy Solar powering a green future” 
efficiency and environmental benefits, backed with 


dedicated service. Because with Suntech, you can rely 
on the product and on the people. 


www.suntech-power.com 


| count on Solar Depot for all of my solar solutions, 
and so can you. 


Your One-Stop Shop for All of Your Solar Needs 


Fa Wholesale Distributor / System Integrator Since 1979 
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SOLAR DEPOT 
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Solar Depot Dealer Advantages: 
v Pre-Engineered Packaged Systems 


v Training Workshops 


v Superior Technical Support v Rebate Filing Assistance 


v Jobsite Delivery v Lead Referral Program 


v Product Shipment Nationwide —_ vw Marketing & Advertising Support 


Become a Solar Depot Dealer Today! 


Experience. Quality. Integrity. 


www.solardepot.com 
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Solar PV / Solar Water Heating / Solar Pool / Radiant Floor Heating 
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(Homeowner and businessowner inquiries also welcome) 


Petaluma, CA 


Sacramento, CA 
800-822-4041 


Corona, CA 
800-321-0101 


800-680-7922 


Better Power Supplies 
With people trying so hard to save energy 
with compact fluorescent bulbs and by 
reducing phantom loads, the energy- 
wasting adapters we use really need 
some attention too. With cordless phones, 
battery chargers, etc., all powered 24 hours 
a day with inefficient “wall warts,” we're 
consuming a lot of energy. Working with 
common consumer electronics is my 
job, so I've been able to do tests on a 
number of these adapters. It’s amazing 
how much better the new switch-mode 
power supplies are compared to the old 
large transformer-type adapters. 

The new ones are lighter and smaller, 
have better voltage regulation and 
filtering, and are more efficient. Even if 
there is no load on an old type adapter, 
they still get warm, wasting 3 to 8 watts. 
The new ones are barely warm and draw 
0.1 up to 2 W without load. This high 
efficiency is obtained the same way as 
in modern power inverters. Voltage 
conversion is at high frequency, like 
100,000 hertz, instead of the low 60 Hz 
coming from the grid. The transformers 
can be much smaller and convert the 
voltage with less loss. Because of the high 
efficiency, the switch-mode supplies don’t 
heat up much when loaded hard—and the 
unwanted conversion of electric energy 
to heat loss is the root of inefficiency in 
appliances. 

In my partly solar-powered home, | 
eliminate phantom loads with switched 
power strips, and recently I've changed 
all the adapters to switch-mode types. 
In most cases, it cuts the electricity 
consumption in half. It’s great to see these 
supplied in many computers—desktops 
and laptops. Unfortunately, they are not 
yet supplied with lower-priced cordless 
phones, wireless speakers, and LED alarm 
clocks, which could all be using half the 
energy they do now. But with some know- 
how, these items can be easily refitted 
with a small switch-mode supply. Some 
voltage-adjustable switch-mode supplies 
are available in stores, for use with digital 
cameras or for powering small electronics 
in automobiles. 

If you feel any heat coming from a unit 
plugged into the grid that is turned off or 
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AC-to-DC Adapter Comparisons 


5-Volt Adapters 


Linear Power Supply 


Switching Power Supply 


aus cy soles Boney ae aes ereney 
0 16 6.70 — 11 5.20 — 
250 30 5.50 38.2% 20 5.18 54.0% 
500 42 4.70 46.6% 30 By 1 7/ 71.8% 
1,000 75 3.50 38.9% 55 5.15 78.0% 


9-Volt Adapters 


Linear Power Supply 


Switching Power Supply 


reer a ee BHicioney ers vee Eslicioney 
0 39 12.60 — 10 9.30 — 
250 61 10.90 37.2% 28 9.30 69.2% 
500 84 10.20 50.6% 49 9.28 78.9% 
1,000 130 9.10 58.3% 93 9.25 82.9% 


12-Volt Adapters 


Linear Power Supply 


Switching Power Supply 


aren ae cae Biflcigney eee aes Eeliciency 
0 43 15.80 0% 10 12.10 0% 
250 70 14.10 42.0% 35 12.10 72.0% 
500 98 13.30 56.0% 60 12.08 83.9% 
1,000 150 11.80 65.0% 116 12.05 86.6% 


not doing much of anything, it’s wasting 
energy. The table shows the differences 
between the two types of supplies. The 
load was a variable power resistor set 
to draw the same load for each adapter. 


The power in and out of the adapter was 


compared to show its efficiency. 
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Paul Melanson - 
Dartmouth, Nova Scotia, Canada 


We ; and the 
sun’s unlimited energy to your everyday life 


We are an internationally recognized manufacturer of high quality mono and 
multicrystalline PV modules with locations around the globe. We are one of 
the few PV manufacturers that has developed a vertically integrated busi- 
ness model from the production of crystalline ingots, wafers and cells to the 
assembly of high quality modules. Producing each step of the value chain 
in-house helps to ensure that we deliver high quality products to our cus- 
tomers for clean and efficient residential, commercial and utility-scale solar 
solutions. 


Please visit us at Solar Power 2008, San Diego, CA, October 13-16, Booth #: 1123 


www.trinasolar.com 
usa@trinasolar.com 
NYSE:TSL 
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KYOCERA 


* committed to providing the 
highest quality solar energy 
solutions 


* empowering individuals, 
communities, & businesses 


¢ contributing to a sustainable 
future and clean energy 
economy 


Independence 
You Can Afford 
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affordable solar 


www.affordable-solar.com 


You published a short article about our 


company (“Roasting on Sunshine” in 
HP105). That was when my brother and | 
were still based in Central Point, Oregon, 
and roasting coffee using our small 
system built from a satellite dish. | built 
that first roaster in the spring of 2004, and 
we started roasting coffee for a Fourth 
of July celebration. Four summers later, 
we have our own coffee shop in Pueblo, 
Colorado, where we have 300+ days of 
direct sunlight per year. 

Our newest roaster system, the 
Helios 4, has some 30 times the capacity 
of the one featured in the 2004 article. We 
designed and built the new roaster from 
scratch. It is a drum-style coffee roaster 
attached to a large solar concentrator, 
which uses focused sunlight to heat air (up 
to 900°F). The 23 KW solar concentrator 
can be tracked in two axes. The hot air 
is ducted into a separate building, where 
it is used to roast the coffee. A 1 KW 
photovoltaic system (using six Mitsubishi 
170 modules and an OutBack inverter 


with batteries) provides all of the electrical 
energy for the fans, motors, and other 
equipment. 

We can also use propane as a heat 
source during cloudy or extremely cold 
weather. The coffee we make is consistent 
and has flavors favored by many because 
our roasters are designed and built around 
the idea of airflow recirculation and heat 
retention—for maximum efficiency. We 
tend to use less overall energy to roast 
the coffee, and it also retains more of 
the smoke and steam from the roasting 
process. The coffee beans are not allowed 
to dry out as much as with conventional 
gas roasters, which helps to bring out 
more of the flavors. 

We plan to refine and improve our 
current roaster over the next year. Then 
it will be time again to begin seriously 
looking at ways to expand on our solar 
roasting process and build a_ bigger 
system—the Helios 5. 

David Hartkop * www.solarroast.com 
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Courtesy Solar Roast 


Panels 
by thePqllet 


Kyocera KD205X-LP 
205 Watt 16V Nominal Solar Module 


Kyocera is leading the solar 
industry with the development of 
the most efficient and cost 
effective systems available. 
Kyocera’'s new and improved, 
larger modules feature higher 
output per module and maintain 
the three-bus bar circuitry along 
with d.Blue solar technology. 


Our Price : $ 910. 


Buy panels in bulk and save! 


We offer a variety of panels from 
the best manufacturers. 


Discounts available if you are 


KACO 1kW 

Complete Grid Tie System 
The Krannich 1kW Grid Tie 
system includes almost every- 
thing you need to start using 
power from the sun! System is 
expandable to 1.7kW. 


Our Price : $ 6,399. 


OutBack FLEXmax 80 
Charge Controller 

The FLEXmax 80 is the latest 
innovation in Maximum Power 
Point Tracking (MPPT) charge 
controllers from OutBack 
Power Systems. 


Our Price : $ 580. 


interested in several pallets. 


i bp solar 


SX-195B, 195w, 1é6v, Pallet of 20 
ST 
evergreensolar. 


ES-180, 180w, 1é6v, Pallet of 30 


ce KYOCERA 
KD180GX-LP, 180w, 1év, Pallet of 20 


BP Solar SX3200B 

200 Watt 16 Volt PV Module 
High-efficiency photovoltaic 
module using silicon nitride 

|, multicrystalline silicon cells. 


Our Price : $ 910. 


SMA SB 7000US 

7000 watt inverter 
Increased efficiency means 
better performance and 
shorter payback periods. 


Our Price : $ 3,953. 


SHARP. 
ND-216U2, 216w, lév, Pallet of 28 


%4 SUNTECH 
STP170S-24Ab-1, 170w, 24v, Pallet of 44 


Supplies are limited. 


Pallet quantity varies by manufacturer, please call us for more 
details. If there is another panel that interests you but it's not 
listed here, please contact us. 


- Xantrex XW6048- 
120/240-60 


Designed with consultation 
— and input from industry ex- 
a perts, dealers, and installers, 
the XW sets a new standard 
for battery-based inverter/ 
chargers. 


Our Price : $ 3,485. 


Air-X Land 24V 

Wind Turbine Kit 

The AIR-X builds upon what 

has made AIR the world’s #1 
a selling small wind turbine with 

new technology previously 

found only in today's state-of- 

the-art megawatt-class wind 

turbines. 


Our Price : $ 606.°” 


10+ years of experience & service 
you can depend on and trust 


e consultation 
e installation 


° design 
¢ financing 


*Please note pricing and availability subject to change in this crazy market 


Call now toll free to order your way to a 
Solar Energy Solution at 1 (800) 810-9939 
or email us at sales@affordable-solar.com 


You can also visit Us online at www.affordable-solar.com 


Beea Genaeonueers. 
affordable solar 


Affordable Solar Group, LLC * 2501 Yale Blvd SE, STE 105 * Albuquerque, NM 87106 © (800) 810-9939 * www.affordable-solar.com 


Oldest Solar-Electric Array? 

Last April, | purchased this old black-and-white photo online from 

a New York dealer who specializes in old photographs. It appears 

to show some very early solar-electric modules on a flat roof. 
This was in the dealer’s description: 


Up for auction is this vintage photo of an array of solar 
collection panels on top of a New York City building... 
According to Encyclopaedia Britannica, the first genuine 
solar cell was built around 1883 by Charles Fritts, who used 
junctions formed by coating selenium (a semiconductor) 
with an extremely thin layer of gold. Now here we are, 
with this photo taken about 20 to 25 years after Fritts 
developed the first real solar cell, finding the application 
put to use. 


Who was the person using PVs at this time, and could this be 
the earliest photo of a real solar-electric array? Can anybody shed 
any other information or comments about the photo? 

Anthony Skelton » Warwick, U.K. 


The first solid-state solar cell was built by William Adams and Richard 
Day in 1876. They were the first to show that a solid-state device 
could produce electricity directly from light. They called this the 
photoelectric effect. Later, Charles Fritts built the world’s first solar- 
electric modules, which are probably what you see in this photo. Both 


devices used selenium. 


SUNFRAME 


CLEAN ENERGY NEVER 
LOOKED THIS GOOD 


Our SunFrame PV module mounting system is 
engineered for exceptional function and design. 


Whether you are planning for your home or 
business, make an architectural statement while 
taking your environmental stand. 


Visit www.unirac.com to find a distributor near you. 


RAC 


Because these inventors lacked insights that could only be gained 
through Einstein’s Nobel Prize-winning work on light quanta (photons), 
they had no good idea how the cells worked nor the efficiency they 
could attain. Once Einstein’s paper on light quanta was published and 
accepted, photovoltaics became an accepted field of study. People then 
learned that the selenium cell could never convert more than 0.5% of 
the incoming light into electricity—too little for practical purposes. It 
was only with the discovery of the silicon solar cell in 1954 that the 
practical use of photovoltaic technology became possible. 

John Perlin, author of From Space to Earth 
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Best Heating System 
I think you left out an important bit of information in the HP123 
article on “Home Heating Basics”—the cost of a heating system. | 
know that costs vary depending on the capacity, type, and extent 
of the system, but | think most contractor-installed systems on 
reasonably sized houses are in the $10,000 to $15,000 range. 
| would like to suggest that if you insulate walls to R-30 
and attics to R-50, build the enclosure relatively airtight, and 
incorporate even just a bit of passive solar design, you may not 
need a “system” to heat it, even in cold climates. A small gas or 
propane-fired, modulating, direct-vent space heater will do fine. 
The efficiency of a particular unit that I've installed is 81% to 
84%, and the installed cost might be about $1,500. Low efficiency, 
you say? Yes, but with a $65 per month gas bill for space and 
water heating in a 7,200 heating-degree-day climate, | don’t 
think efficiency should be the issue you make of it. To quote Alex 
Wilson, “It doesn’t make sense to put in a $10,000 heating system 
to provide $100 worth of heat a year.” 
Steve McCarthy, Starbright Energy Services - 
Wellsboro, Pennsylvania 


Skip the Politics? 

I was taken aback by Robert Montgomery’s letter, entitled “Skip 
the Politics,” in the Mailbox section of HP125, in which he criticized 
the editorial “Waiting for the Sun,” (in HP123) for having an anti- 
Republican tone. 

| reread the editorial and felt that it discussed U.S. energy 
policy-making fairly and without bias. That the editorialist, Joe 
Schwartz, talked about the politics of the Clean Energy Act 
of 2007 being dismantled didn’t make him biased toward one 
political party or the other. Indeed, Mr. Schwartz pointed out 
that both parties played a part in scuttling the Senate’s energy 
bill. The fact that more Republicans than Democrats were against 
the bill was just that—a fact. The point of the piece, as | read it, 
was that the power behind oil was greater than the power 
behind renewable energy sources, and that without electoral 
reforms, renewable energy will have to wait inordinately long to 
get its rightful “place in the sun.” 

In other words, Mr. Schwartz was asking our lawmakers to 
“skip the politics,” a point that Mr. Montgomery, with some irony 
in my opinion, failed to grasp. 

Wesley Palmer « Santa Barbara, California 


“It doesn’t make sense to put in a $10,000 heating system to provide 
$100 worth of heat a year.” 


FOR DIVERSION REGULATION 


THREE-FUNCTION 


PV Battery Charging 
Load Control 
Diversion Regulation 


¢ 45 or 60 amps at 12-48 volts UL LISTED 


¢ High reliability backed by a 5 year warranty 


e RS-232 for adjustability, data logging and 
remote monitoring 


¢ Optional meter provides lots of 
information displayed in 5 languages 


¢ Controls solar arrays up to 2.9kW 
e Extensive electronic protections 


The TriStar is the leading controller for 
large PV systems for both home and 
professional applications. 


www.homepower.com 


Our 15 th Anniversary 
@ MORNINGSTAR 


Phone: +1-215-321-4457 Fax: +1-215-321-4458 
info@morningstarcorp.com www.morningstarcorp.com 
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| am frustrated by how loosely 
we use the term “sustainable.” In the 
“sustainable sailing” article in HP125, | 
would conclude that yes, while under sail, 
the boat's transportation energy is using a 
renewable resource. But coming to a port 
to restock usually requires turning on the 
motor, unless you can maneuver in and 
out of port under sail. Installing PV and a 
wind generator on a sailboat reduces fossil 
fuels, but does it make one sustainable? 

My wife and | make 150% of our 
household electricity with sunshine, we 
heat 99.95% of our water with a solar 
thermal system, we drive fuel-efficient cars 
and buy green tags to offset our car and air 
travel, and we buy local food. We plan to 
install a solar air collector to supplement a 
high-efficiency wood heater, and to buy an 
all-electric car fueled by our solar-electric 
system. Yet even after all of that individual 
effort, | feel that we are not close to living 
a “sustainable” lifestyle. 

Amore useful definition by The Natural 
Step 
sustainability with four system conditions 


(www.naturalstep.org) defines 


that apply like the laws of gravity. In a 
sustainable society, nature is not subject 
to increasing: 


1. Concentrations of substances extracted 
from the earth’s crust (like oil, natural gas, 
or cadmium); 

2. Concentrations of substances (chem- 
icals) produced by people; 

3. Degradations by physical means 
(breaking or diminishing nature’s cycles); 
4. And in that society, people are not 
subject to conditions that undermine their 


capacity to meet their needs. 


We can’t be sustainable even in 
complete isolation unless our society 
becomes sustainable, because of the 
interconnection of all living things. 
Almost every activity in our modern lives 
fails at least one of the four conditions 
and will eventually lead us to a dead- 
end. We are focused on “less bad” and 
tactical measures that do not address 
fundamental issues. Until we recognize 
where we are and where we need to go, 
we could make things worse with our 


good intentions. 


panel af 


Do flat roofs torment you? 


Are flat roof mounting system lead times and 
customer service issues causing you heartburn? 


Would you like to install more product faster? 


PanelClaw™ has heard you! 


Developed by a leading installer and exclusively distributed by groSolar. 
> Fast Installation -- Low Skill Required 
> Extremely Low Parts Count 
> Pre-installed Roof-Friendly Slipsheet 


> Short lead times and no extrusions to custom order 


g1O" 


brilliant energy 
solutions” 


Call us for more information: 


800 GO SOLAR (800.467.6527) | groSolar.com 
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| would like to congratulate the 
Youngs for their efforts, and for the efforts 
of all individuals working on developing 
renewable energy including the Home 
Power crew. My request is that we work 
toward the truth in our communications 
and build a common understanding of 
what “sustainable” means. 
Randy Sadewic - Santa Fe, New Mexico 
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Subsidies, No! 

| bet most Home Power readers agree 
with me—they value long-term freedom 
more than short-term payoffs. So, | cannot 
understand the presence of three articles 
in HP124 promoting solar tax credits and 
subsidies. 

Haven't the prices of propane and 
electricity increased enough that we solar 
people should be able to find plenty of 
business? Incentives always push the 
general public back farther than they 
thrust the favored group forward. It is 
the paperwork, the bureaucrats, the 
certification, and worse, the personalities 
that rise to the top in these contrived 
challenges. The subsidies are mostly aimed 
at electricity. They distort everything. 

Home Power readers know that 
American society indulges in and is drunk 
on electricity. The unsuspecting public 
is enthusiastic about renewable energy 
mandates and subsidies on the mistaken 
belief that we can stay drunk on electricity, 
but escape a hangover if it is solar or wind 
electricity. 


Can't we shop for our own energy 
and leave government out? This would 
encourage traditional, but forgotten, cost- 
effective uses of solar energy: 


¢ Solar-powered children walking or 
biking—not riding in cars—to school 

e Windows and skylights for daylighting 

- Passive heating and cooling 

° Solar drying—clotheslines 


Big government, big business, and the 
banks have cast a spell to wean us from 
traditions that work for us, and shift us to 
a new energy order that works for them. 

Steve Baer, Zomeworks Corporation + 

Albuquerque, New Mexico 


To send a letter to 
Home Power’s Mailbox, 
write to: mailbox@homepower.com 


or Mailbox, c/o Home Power 
PO Box 520, Ashland, OR 97520 


Published letters are edited for content and 
length. Due to mail volume, we regret that 
unpublished letters may not receive a reply. 


SOLECTRIA 
RENEWABLES 


, All aluminum 
200-600 VOC rainproof 


PVI 3000 
PVI 4000 
PVI 5000 
PV1 5300 


combiner pc 


Www. 2olrean.com FH 878.683.9700 FAX 8F8.683 9702 


RS232/485 option 
disconnect $a 
pe sofmare 


www.homepower.com 


HIGHEST 
CEC 
EFFICIENCY! 
ALL MODELS 
96% 


CA S62. .608.8913 


ine brightest Way to Capture the Sun 
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DC Power Systems is proud to be the distributor for 


Proven Kestrel 


Kestrel and Proven wind turbines in the Western 
Hemisphere. We also offer quyed and free-standing 
towers, controllers, off-grid and grid-tied inverters 
for most models. 


DC Power 
Systems , 
= 


t: 800.967 6917 Matt Tritt- Wind Sales 
f: 707.493 5698  matt@dcpower-systems.com www.dcpower-systems.com 


SIDE-BY-SIDE 
Solar 


by Sandy George Lawrence 
photos by Josh Root 


ome landlords might scoff at the idea of adding a solar-electric system to a 

rental property. When it comes to investing time and money into any kind of 

improvement for rentals, “less-is-more” tends to be the favored approach. While 
my wife Barbara Schickler and | may err on the frugal side when making superticial 


upgrades, we never hesitate to do whatever it takes to improve the energy efficiency of 
our buildings—such as adding high-efficiency furnaces and windows. We see it as a 
win-win-win: for our tenants, the environment, and us. So when the opportunity arose 
to add solar-electric systems to our rental properties, we jumped at It. 


32 home power 126 / august & september 2008 


Our situation is somewhat unique. We 
run a bed-and-breakfast that is part 
of our 4,600-square-foot home in the 
far northwest corner of Washington 
state, and we also own three adjacent 
5-acre properties. Two of these have 
freestanding rental homes, and the other 
has a greenhouse that we use to raise 
seedlings for our tree farm. Altogether, 
our four properties occupy a 20-acre 
parcel in Whatcom County, about 15 
miles from the Canadian border, at 48.9 
degrees north latitude. 

A year or two ago, we decided to add 
a workshop. Our plan was to build to a 
2,000-square-foot structure on the parcel 
with the greenhouse. The new building 
would house a carpentry workshop, 
exercise area, and gear locker, as well 
as provide a south-facing roof space 
for a solar-electric system that could 
help power our home and two rental properties. As a self- 
taught carpenter with several projects under my belt, I felt 
confident that we could save on labor costs by doing the work 
ourselves—except for some help from subcontractors for the 
foundation, insulation, drywall, and plumbing. 

Nailing down regulatory approval for the system was 
the first step. With its long history of involvement in RE, 
our utility, Puget Sound Energy, was open-minded about 
my idea for a grid-tied solar-electric system. What gave 
them pause was not the PV installation, but that I wanted 
to mount the electric meters for three separate residences 
on the wall of a workshop on a fourth property—one 
without a residence. They finally gave us the go-ahead 
with the explicit understanding that the meter bases would 
need to be transferred back to the other homes if we ever 


The three Xantrex GT5.0 inverters feed three different homes, 
each with its own utility service. 


www.homepower.com 


The author with the three sets of utility meters, 
performance meters, and PV system disconnects. 


parted with one of the rental properties. While that was 
certainly a valid point, we weren’t too concerned since our 
plan is to retire here and maintain our rentals for income. 
But should we ever sell our rental properties, the system 
can be reconfigured and the meters can be moved to their 
respective homes. 


Solar-Ready Roofing 

Given the constraints of our wooded property, we ended 
up paying an arborist to remove several large cottonwood 
trees to clear a solar window. Though we hated to see them 
go, we had more than adequately counterbalanced their loss 
by planting several thousand trees on our property over the 
previous decade. Construction of the workshop spanned 
12 months, with several weeks devoted to readying the roof 
for solar. 

Since I had no interest in climbing up on the roof to adjust 
the tilt of the PV arrays several times a year, I choose a fixed- 
mount racking system. To avoid roof penetrations, I routed my 
conduit from the arrays through the vertical clerestory wall. 
In retrospect, I wish that I had included three risers coming 
through the roof—one at the foot of each string—but I had not 
yet sized the modules and strings, and wanted to leave some 
flexibility. Conduit runs would have been shorter with vertical 
penetrations closer to the inverter room inside the workshop. I 
overcompensated by using #6 wire in the conduit. Only late in 
the process did I learn that the conduit between the PV array 
and the DC disconnect must be metal—not PVC—for its run 
through a wall cavity. This National Electrical Code requirement 
is an effort to better protect the wiring during any future 
construction, and reduces the risk of fire within the wall if a 
ground fault develops in the wire run. 


System Assembly 

Component Selection. After exploring various options and 
seeking bids, we decided upon Evergreen 190 W PV modules. 
We wired 16 modules in series for each of three arrays, and 
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solar rentals 


mated each string to a Xantrex GT5.0, 
5 KW inverter. Each array is rated at 
3,040 watts at operates at 427.2 volts at 
maximum power. Based on the historical 
low temperature here in Bellingham of 
4°F, a maximum of 14 ES-190 modules 
in series is recommended by the inverter 
manufacturer. Hopefully we won’t see 
temperatures below the historical figure, 
or damage to the inverters could result. 
We chose the larger capacity inverter to 
allow for future pole-mounted modules 
at the shop. 

Inverter Setup. Celt Schira, my 
consulting electrical engineer, contacted 
Xantrex tech support and received a 
strong recommendation to site the 
inverters close to the utility’s meters 
due to voltage drop concerns. Because 
the inverter has to have a higher voltage 
than the utility to export power, it 
is extremely important to minimize 
voltage drop on the AC side. This meant 
running the underground conduit to the 
more distant east end of the building, 
rather than to the adjacent west end of 


Tech Specs 


Overview 


System type: Batteryless, grid-tied solar-electric 


Location: Bellingham, Washington 


Solar resource: 3.7 average daily peak sun-hours 


Average monthly production: 762 KWH 


Utility electricity offset annually: 50% of total consumed 


by primary residence and two rentals 


Components 


Modules: 48 Evergreen Spruce Line ES-190, 190 W STC, 


26.7 Vmp 


Array: Three arrays of 16 modules in series, 427.2 Vmp, 


3,040 W STC, 9.12 KW total 


Array installation: UniRac SolarMount rack with S-5! 
clamps, landscape orientation on south-facing roof, 


18.5-degree tilt 


a 


Inverters: Three Xantrex GT5.0, 5 KW each, 600 VDC 
maximum input, 240-550 MPPT operating range, 240 
VAC output 


System performance metering: Onboard inverter meters; 
PV production meter and utility service meter for each 
system; inverter data cable installed for future data 
collection 


Left: A portion of the 
9.12 KW PV array. 


Inset: Detail of 
the roof-to-array 
mounting system. 


the shop as originally planned. If I had consulted with my 
electrical engineer before construction, I could have built the 
inverter room closer to where it needed to be. I also learned 
from the engineer that utility crews strongly prefer 3-inch 
conduit—as opposed to 2.5-inch—which would have made 
pulling the wire much easier. 

Inverter Mounting. Though these inverters are designed 
for outdoor mounting, I wanted to coddle them a bit and 
walled off a space from the rest of the shop to keep out sawdust 
and clutter. In an urban setting, this placement would also 
protect them from vandalism or theft. I installed additional 
bracing behind the drywall to support the inverters’ weight, 
and then painted and finished the wall so they would better 
blend with the building. 

I brought my cable runs from the roof into a large junction 
box recessed halfway into the wall to both accept the behind- 
wall conduit runs from the roof, and to allow outer conduit 
into the inverters, as opposed to using the knockouts in the 
back of the inverters. This will allow easier future changes to 
the system. I also added conduit runs below the inverters for 
the future PV arrays. 

Module Layout. The arrays on the south-facing roof lie 
below a row of clerestory windows that provide daylight to 
the north half of the structure. I had the thought that light 
reflected from these windows might enhance the production of 
electricity from the top string, the array dedicated to our house. 
Within an interval around solar noon, this is actually so. I can 
see reflected light hitting the upper modules, and the readout 
indicates that the array is producing an additional 30 to 40 W. 
But the unintended consequence of butting this string up to the 
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Lawrence Grid-Tied PV System 


I 
in Hl (i ia} [| in! 1 

a Aa Eee EEE ve i Utility KWH 

HATE THILIICEL TT | tH I Ma A Meter 


AC Service Entrance: 
Inverter: . ; To 120/240 VAC loads 
Photovoltaic Array: 

SUN CUES Sixteen Evergreen Spruce Line ES-190, 


600 VDC max input 
' 427.2 Vmp, 3,040 W ST! 
240-550 MPPT, 240 VAC output, apy see Wie le 


integrated AC/DC disconnect 


xantrex 


Grid Tie Solar Inverter Utility AC Disconnect: 


Placed at utility KWH meter LAY Ltt, 


Meter 


Note: Array one of three shown. All numbers are rated, manufacturers’ specifications, or nominal unless otherwise specified. 


The workshop with its three independent arrays. 
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Landiord Economics 


When it’s your home, it’s easy to justify spending thousands 
of dollars on a solar-electric system that will pay you back 
over time with reduced utility bills, possible rebates, and tax 
credits. But it’s a little more difficult to fork over the dough 
when it’s your rental property. There’s nothing wrong with 
wanting to get some return on your investment—above 
and beyond the savings in fossil fuels—and the good news 
is that adding PV to your rental properties can put dollars 
back in your pocket. Here’s how we made RE work for our 
situation: 


Production Incentives. Because the majority of utility 
generation in the rainy Pacific Northwest comes from large- 
scale hydro plants, our electricity rates are relatively low. 
Therefore, our overall savings are not as impressive as they 
would be if we lived in an area served by fossil-fueled power 
plants. That said, the available incentives do add up nicely 
in our favor. With Washington state’s net-billing regulations, 
two meters are installed for each system—one for total 
production and one for standard net metering. Puget Sound 
Energy pays us 15 cents per kilowatt-hour (KWH) until 2014 
for all electricity generated—even if it is consumed on 
site. This payout will gradually increase as the electricity 
rates climb over the years. Had we purchased modules and 
inverters built in Washington state, the production incentive 
would have gone as high as 54 cents per KWH. 


On top of the 15 cents per KWH, a green tags program operated 
by Northwest Solar Cooperative pays us 2 cents per KWH. 
When you add in the value of the energy we avoid purchasing 
because we use it ourselves (8 cents per KWH), and the price 
we are paid for energy we do not use but send to the grid (also 
8 cents per KWH), that equals about 33 cents per KWH. 


clerestory wall is that early morning and late afternoon shading 
in the summer months leads to about 4% less net production 
from this string over the first eight months of operation. 


Testing 1-2-3 

Having three parallel strings allows a unique opportunity 
for comparing nearly identical systems in an actual 
installation. Since our systems went online in July 2007, 
each of the three arrays has averaged about 6.7 kilowatt- 
hours (KWH) of production per day. In eight months of 
operation, the net production of these systems reached 
1,510 KWH for the upper array, 1,578 KWH for the middle 
array, and 1,575 KWH for the lower one. Though I came to 
expect that shading from the clerestory overhang would 
diminish production on the upper array, I was pleasantly 
surprised that the difference between all three arrays was 
small—and even more impressive, the difference between 
the middle and lower arrays (without the summer shading 
problem) was only 0.2%. These figures are, as I would 
argue, testimony to the quality of engineering that goes 
into these photovoltaic modules and inverters. 


Added Value. Our tenants recognize the financial and 
environmental benefits of living in a home with solar 
electricity. Not only does the system save them an average 
of $180 per year in utility bills, it also allows them to live 
a renewable energy lifestyle without bearing the initial 
expense. Though our tenants cannot take advantage of the 
green tags incentive, they do receive the utility offset through 
the net metering agreement. One tenant reported that their 
October electric bill was only $3. Rising energy prices will 
make the solar-powered rentals that much more appealing to 
prospective tenants. 


Tax Credits & Rebates. All of the tax credits and rebates add 
up quickly. Our PV project cost about $51,000. We received the 
maximum $2,000 federal tax credit (up to 30% of the installed 
cost) and a $5,244 rebate through a now-defunct program 
offered by the Bonneville Environmental Foundation. 


B&B Revenue. Though it is too soon to tell how much effect 
the system will have on our occupancy rates, we hope the 
PV system, as well as our other energy-efficient choices, will 
attract visitors who are looking for green hospitality. 


Depreciation. Thirty years’ straight-line depreciation for the 
two rental homes’ capital improvements equals $567 per 
year for each—a total of $1,134 per year in depreciation 
schedules. 


Resale. Although we’re not too concerned about resale value 
since we plan to retire in our current home and continue using 
our rental properties for income, it’s a comfort to know that 
if we did need or want to sell, the solar-electric system and 
workshop have increased the property value. 


The average electrical load in our 4,600-square-foot home 
is about 10 KWH per day—well below the national average 
for a detached single-family residence—largely because 
propane provides the fuel for space and water heating, 
cooking, and occasional clothes drying. Our primary electrical 
loads are refrigeration, lights, electronics, a well pump, and 
small pumps for the heating system. Our PV systems provide 
about two-thirds of our own home’s electricity, and probably 
a higher fraction for each of the two rental homes, which 
are less than half the size of our home/B&B and have fewer 
people. After I expand the PV system with pole-mounted 
modules to the east or south of the shop, we should have 
enough production to meet nearly all our electrical needs. 

A system of this nature is not for everyone—or even every 
landlord—but we made it work. As a do-it-yourselfer, I was 
able to obviate one of the big costs of building the workshop: 
labor. As a landlord, I circumvented the classic economic 
problem of split incentives. My tenants have lower electric 
bills but are still motivated to conserve to reduce their bills 
even further. Meanwhile, I can justify raising the rent a bit, 
and the tax credits and depreciation schedules help pay for the 
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project over time. Even without all the financial incentives, I 
would have moved forward with the project—because, in the 
end, it’s about saving resources, not dollars. 


Access 

Sandy Lawrence, M.D., (sandy.lawrence@verizon.net; 
www.axtonroadbedandbreakfast.com) was a professor of medicine 
at the University of California at Davis before retiring to upstate 
Washington. His wife, Barbara Schickler, is a certified nurse and 
midwife. Between the two of them, they have delivered 7,000 
babies and raised three of their own. 


Celt M. Schira, P.E. (schira@openaccess.org) is a licensed 
professional electrical engineer and LEED-accredited green building 
consultant. She has 21 years of engineering experience in electrical 
design, telecommunications, and renewable energy. She owns 
Schira Consulting in Bellingham, Washington. 


Dana Brandt, P.E. e dana@ecotechenergy.com ¢ 
www.ecotechenergy.com ® Incentives consultant 


Jeffree Utter © rfrenewable@nas.com ® Installation consultant 


System Components: 
Evergreen Solar Inc. © www.evergreensolar.com ¢ PV modules 


Xantrex Technology Inc. © www.xantrex.com @ Inverters 


UniRac Inc. © www.unirac.com ¢ PV mounts 


www.EagleSunSystem.com 


See the difference... 
Feel the difference... 
Make a difference 


Solar Thermal is recognized as the most efficient renewable technology. 


Federal and State incentives, credits, and rebates are available to reduce 
your installation costs. Some local utility companies provide even further 
incentives. Visit www.EagleSunSystem.com 


Take responsibility for improving the environment for you and your family 
without sacrificing comfort. 


Support the U.S. Economy: Renewable Energy companies are the fastest 
growing sector of the modern American economy. EagleSun™ System 
collectors are manufactured in the United States by Alternate Energy 
Technologies, LLC. 


Why rent your monthly energy when you can own a lifetime of free hot water? Solar systems provides energy independence and give 
protection from rising energy costs. Your EagleSun™ System will immediately reduce your current energy expenses, up to 38%. 


The more hot water you use, the more money you save. 
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RELIABILITY *« QUALITY 


LONG LIFE 


The EZ-Solar Systems incorporates an innovative 12, 24 and 
A8 volt modular design utilizing Power Battery's Advanced Gel 
(patent pending) PSG series of front access deep cycle batteries. 
With a size range from 105 to 6120 AH, they are a 

solution for a grid-tie backup or an off-grid power source. 


Safety Features 


e Front access terminals Batteries are 100% Recyclable 

° Stackable space saving Sealed Non-spill able design 
modules No ventilation required 

¢ Well ventilated for increased Small carbon footprint - batteries are 
thermal efficiency manufactured in our Quebec facility 

e Wired to a Bus-Bar assembly which is powered by 97% hydro 
for single point termination electricity. The only true " 

° Protective terminal covers " available today. 


WER = 


Green Power for a World of Applications 


Power Battery Co., Inc. Paterson, NJ) ® www.powerbattery.com ® solar@powbat.com 


800-966-4135 
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Basics to Building 
a Better Home 


by Rachel Connor 


Before you build: Arm yourself with these building-science basics to achieve a high- 


performance home that is durable, efficient, and comfortable over its entire lifetime. 


1980s counterparts. Improved window technology, 
more efficient heating and cooling equipment, better 
control of air infiltration, and greater use of insulation are 
helping decrease energy use in today’s homes. But building 
science—the physics of optimizing building performance and 
understanding why buildings fail—also plays a pivotal role. 
Building science encompasses the study of heat transfer, 
airflow, and moisture movement through building enclosures; 
and how those factors affect the building’s performance, 
durability, comfort, and air quality. It predicts and measures 
the relationship people have to the controlled environment 
of buildings. Building science encompasses home design, 
construction, diagnostics, repair, and operation—all pitching 
in to make better buildings. 


| | omes built today are generally twice as efficient as their 


Dealing with Heat Flow 

Insulation controls the flow of heat through a building 
assembly by slowing the conductive heat transfer through the 
envelope. Wherever floors, walls, ceilings, windows, and doors 
are exposed to differing inside and outside temperatures, heat 
conduction takes place. 

The more insulation you pack into the envelope, the 
more heat transfer will be slowed. Building techniques have 
a particularly important role in this. In typical stick-frame 
construction, the large amount of framing material (i.e., studs, 
footers, and headers) not only means less opportunity for 
insulation but more conductive heat loss and gain. Framing 
members act as thermal bridging, reducing a wall’s R-value by 
10% to 25% in an average home. 

To avoid thermal bridging, insulation should be installed 
in a continuous, unbroken manner from foundation to roof. 
Conventional stud-framing does not allow this, but wrapping, 
taping, and sealing rigid insulating sheathing around the 


exterior can offer one solution for a stick-frame house. Whole- 
wall systems that combine insulation and structure in one 
unit, such as structural insulated panels (SIPs) and insulated 
concrete forms (ICFs), are becoming a more common approach 
to providing a continuous layer of insulation, to reduce air 
leakage and thermal bridging. 

In addition to reducing conduction, insulation also plays 
a role in keeping the wall assembly dry. For example, another 
benefit to wrapping the exterior walls with rigid board 
insulation is that if (or more likely, when) a small amount of 
moisture enters a warmed stud cavity, it would not come into 
contact with any cold surfaces and condense. 


You may have 

an insulated 
stud-framed wall, 
but insulation 
exists only within 
the cavity. Ina 
conventionally 
framed home, 
thermal bridges 
exist every 

16 inches on 
center. Large 
thermal bridges 
are created by 
multiple studs 

at every corner 
and around the 
window and 
doors. 
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Alternative wall 
materials like 
structural insulated 
panels (SIPs, left) 
and insulated 
concrete forms (ICFs, 
below) can prevent 
transmission of heat, 
air, and moisture. 


The Three Basics 


Understanding the science of energy movement can 
help designers and builders predict how heat, air, and 
moisture will travel through the building envelope. 
Proper planning and detailing within these rules can 
reduce building failures and help improve a home’s 
energy performance, comfort, and durability. 


Heat Flow 

¢ Heat is energy produced with the motion of 
molecules. 

* Heat flows from warm to cold. 

* The temperature difference between two adjoining 

surfaces drives the rate of heat exchange. 


Courtesy Structural Insulated Panel Association, www.sips.org 


Airflow 
¢ Air flows from higher to lower pressure. 

¢ Heated air moves moisture. 

¢ The amount of air in equals that of air out. 


Moisture Movement 

¢ Moisture flows from warm to cold within the same 
medium. 

¢ Moisture flows from more to less. 

* Things always get wet and must be allowed to dry. 

Air pressure induces flow of moisture-laden air. 


Courtesy Green from the 


Addressing Airflow 
What insulation does not do is stop air leakage into and 
out of a building. Although caulk, gaskets, and weather- 
stripping will reduce unwanted air leakage, understanding 
how air (heated and/or moisture laden) moves through wall 
assemblies will help you develop a more systemic approach 
to cut leakage. 

Use a three-pronged approach to gain control over the 
movement of air in and out of your home: 


sealing penetrations made in the framing or structure. Never 
assume that the electricians and plumbers are thinking about 
reducing the air leakage, so be diligent about sealing these 
leaks. Notorious air leak areas occur around electrical outlets, 
recessed light fixtures, and anywhere dissimilar materials 
come together—a window frame and wall, for instance, or 
where concrete meets wood. 


Seal the leaks (both the obvious and not so obvious). 
During construction, no one typically is responsible for 


Three Main Driving Forces of Airflow & Heat Loss 


Warm Air 
Exfiltration 


Warm Air 


Exfiltration 
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High Exfiltration Low Cold Air Cold Air 


Pressure Pressure 


Wind-Induced Airflow: 
Wind blows on the outside of the 


home and pushes air through holes 
(infiltration). An equal amount of air 
will be pushed out of the holes in other 
places in the home (exfiltration). 


Infiltration 


The Stack Effect: 

Rising warm air causes pressure 
differences throughout the building envelope 
making warm air exfiltrate through ceiling and 
attic, while cool air infiltrates through crawl 
spaces and basements. 
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Mechanical Systems: 
Heating and ventilation systems create 
positive and negative pressures within 
the building envelope. In this example, 
the heating/cooling mechanical system 
is leaking warm air into the attic. 


ail 


Air Leakage & Moisture 


Only 1/3 quart of water vapor is transmitted through a 4- by 
8-foot sheet of gypsum board during a typical heating season 
(left). But with a 1-square-inch open gap (right), more than 
30 quarts of water vapor will be transmitted. 


Provide a continuous air barrier that can resist air pressure 
differences. This is usually done with impermeable “house 
wrap,” but can be done in conjunction with a continuous 
layer of insulation. Batt and blown-in insulation do not act as 
air barriers, so one should always be added. Spray foams and 
rigid insulation (with sealed joints) are the only insulation 
types that are also air barriers. Gypsum board and exterior 
sheathing that are properly installed are also effective air 


barriers. 


building science 


transmission of air and moisture. 


Common Approaches to Air Barriers 


Ceiling Joist 


Caulking: 
At seams 


Polyethylene 
Barrier: 
In ceiling & wall 


Insulation 


Caulking: 
At seams 


Vapor Permeable 
House Wrap: 
Around floor 
assembly 


Installed over 
sill gasket 


Recommended for Very Cold 


Climates Only: No air conditioning 
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Top Plate: 
Caulked, glued, or 
gasketed to drywall 

& exterior 

sheathing 


Drywall Tape: 
Ceiling 
to wall 
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Top Plate: 
Caulked, glued, 
or gasketed 


\N 


to drywall Tape: 
Seams of exterior 
] ox sheathing 
PS 
Bottom Plate: i Exterior 
Caulked, glued, \ 5S Sheathing: 


or gasketed 
to drywall 
& subfloor 


Caulked, glued, 
or gasketed to 
bottom plate 
& sill plate 


Ay 


Wy 


i 


Rim Joist 

Caulked, glued, 

or gasketed to 
subfloor & sill plate 


Sill Plate: 
Installed over 
sill gasket 


\(=——N 


i 


~~ Sill Plate: 
Installed over 
sill gasket 


Properly installed house wrap acts as a barrier to the 


Caulking: 
At seams 


Polyethylene 
Barrier: 
In ceiling 


Housewrap: 
With taped joints; 
over top plate & 
under bottom plate 


4"——~ Sill Plate: 
Installed over 
sill gasket 


Source: Builder’s Guide to Cold Climates by Joseph Lstiburek 
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Control air pressure. Sealing leaks and providing an effective 
air barrier can translate into an efficient house that saves 
both energy and money. However, “tight” houses need to 
be ventilated to exchange stale, moist indoor air with fresh 
outdoor air. Controlled or mechanical ventilation systems can 
be exhaust-only, supply-only, or balanced (a combination of 
the two). However, don’t assume that just because you have 
one of these systems, you have control over your air pressure. 
Any ductwork and air-handling equipment must be sealed 
against air leakage to prevent unequal pressure in of your 
space. Your HVAC contractor may or may not have done 
this—it’s your job to follow up! 


Managing Moisture 

Moisture accumulates in a building envelope when more 
enters than exits. When moisture accumulation is greater 
than a material’s ability to store the moisture, problems result. 
There are three general strategies for avoiding moisture 
damage in a home: 


e Control moisture entry at the roof, walls, and foundation 

e Control moisture accumulation when a material gets wet 
by allowing it to dry 

e Remove moisture by source control and ventilation 


These strategies are best used in combination. However, 
making them work together effectively can be quite a 
balancing act. 


Not all tradespeople pay attention to their effect on issues 
outside of their field of expertise. Note how the insulation is 
shoved aside for the wiring to this switch box. 
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What's R Got 
Newer yy ita lik: 


An R-value is the measure of a material’s ability to 
resist conductive heat transfer. The higher the R-value, 
the more resistant that material is to transferring heat. 
R-values are stated on a variety of insulation products, 
from fiberglass batts to loose-fill cellulose. Full values 
are given for products of a uniform thickness, and per- 
inch values are given for materials that are blown or 
pumped into cavities. 


The R-value of any building assembly, such as the 
floor, walls, or ceiling, equals the R-value of individual 
components added together. A typical stud-framed 
wall with 5.5 inches of fiberglass insulation (about R-3 
per inch) has an overall R-value of approximately 20. 
Likewise, an earthen wall (such as adobe or rammed 
earth) insulated on the exterior with 4 inches of extruded 
polystyrene (R-4 to R-5 per inch), has a similar R-value. 
Even though the R-values of these two different wall 
structures is the same, the earthen wall will typically 
have less air leakage and much more thermal mass than 
the wood-framed one. 


Stud-Framed 2 x 6 Wall R-Values 


Component R-Value 
Fiberglass batts, 51/2 in. (6 in. nominal) 27 
Siding, wood bevel 0.80 
Inside air film 0.68 
Plywood sheathing, 1/2 in. 0.63 
Drywall, 1/2 in. 


Outside air film 


Total 20.00 


Source: Adapted from www.coloradoenergy.org/ 
procorner/stuff/r-values.htm 


The R-value of a studded cross section is less than a 
studless section because every stud is a thermal break 
that conducts heat faster than the insulated sections. 
Eliminating unnecessary framing has a direct effect 
on a wall’s overall thermal performance, in addition to 
reducing the amount of wood used. When framing walls 
on 16-inch centers, as is most common, 15% to 25% 
of the wall’s total surface area is wood (not counting 
windows and doors). When framing on 24-inch centers, 
this number shrinks to 10% to 20%. Of course, all of this 
depends on how the wall is built—for example, how 
many window jacks, extra studs in corners, trimmers, 
and jack studs are installed. How well the insulation is 
installed (no compression and no voids, and touching all 
six sides of the cavity), what type of insulation is used, 
and air leakage will also influence whole-wall R-values. 


To determine the actual R-value of the walls in your 
home design, use the calculator at www.ornl.gov/sci/ 
roofs+walls/AWT/home.htm. This program allows you to 
specify the wall type, the cavity insulation, thickness of 
any foam sheathing, and exterior finish type. 
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Exterior rigid foam board insulation with taped seams reduces 
airflow and moisture migration, and adds to R-value. 


The first step to controlling moisture is to shed bulk water 
away from the building. Grading the site to channel water 
away from the structure and using appropriately sized roof 
overhangs, gutters, and roof flashing are the major methods. 
However, for maximum efficiency, this principle should also 
be applied to dormers, windows, doors, skylights, balconies, 
decks, and railings. Keep even more moisture at bay by 
designing simple roof structures instead of complex ones, 
locating the building, overhangs, and landscaping to protect 
against prevailing winds and rain, and making sure moisture- 
management architectural specifications are followed. 

For moisture that does manage to work its way in, have a 
plan in place for draining bulk moisture out of the building. 
Drainage planes, such as building paper installed in shingle 
fashion with properly installed flashing, can be effective 
drainage tools. 

Controlling water vapor is more complicated, and every 
climate calls for a different strategy. Many designers and 
builders don’t understand the vapor profiles of the wall 
assemblies they specify. Instead, they rely on the use of 
impermeable membranes, which, when breached, trap 
moisture in assemblies and often cause the exact problem 
that they were trying to avoid. 

Vapor barriers and retarders, such as foil-faced insulating 
sheathing or extruded polystyrene (thicker than 1 inch), are 
two technologies used in vapor control. Vapor barriers stop 
the movement of water vapor or are impermeable to water 
vapor through the wall system they are applied to. Vapor 
retarders are considered semipermeable to water vapor, 
allowing a small, measurable amount of water vapor to pass 
through them. They are made from a variety of materials, 


Chris Hill/iStockphoto 


including polyethylene, foil, rigid-foam insulation, and even 
vapor-retarding paint. When to use vapor barriers/retarders 
depends on a variety of climate and site factors. In general, 
vapor retarders are most commonly used and are most 
effective in the more extreme hot and cold climates, where 
the differences between indoor and outdoor temperatures are 
large and humidity is great. In cold climates, installing vapor 
control to the inside allows moisture to dry to the outside. 
In hot-humid climates, installing vapor control toward the 
outside of the wall assembly allows moisture to dry to the 
inside. 

In climates where you get a bit of both seasonally or if 
you live in a “mixed” climate, design the wall to dry to both 
sides. One common approach is called the “flow-through” 
method, which allows water vapor to diffuse through the wall 
assembly without accumulating. (See Access.) 


Problem Areas 


A difference in temperature, air pressure, and humidity 
between the inside and outside of the home will create 
a pathway for warm, moist air, which will condense 
as it contacts colder surfaces. If this is not addressed 
quickly, moisture damage within a wall is inevitable, and 
the occupants may not be aware that mold spores, like 
rotting studs, or saturated insulation may be developing. 


Pathways for airflow can result where two dissimilar 
materials come together in a building envelope, i.e., 
where the often-uneven concrete foundation ends and 
the wood-framed wall begins or where a recessed light 
fixture sits within a framed and drywalled ceiling. That’s 
why the integration of the building materials—often more 
than the choice of product itself—are crucial in preventing 
this and other problems. 


In all cases, the control mechanisms for heat, air, and 
moisture must work together. Additionally, wall designs, 
materials, and system choices need to be climate- and 


site-specific. 


In this 1980s-era home built in Ontario, Canada, 
moisture-laden interior air is exfiltrating through and 
around an electrical outlet on an exterior wall and 
condensing on the back side of OSB sheathing, leading 
to material degradation. 


Courtesy Energy, Mines, and Resources Canada & Building Science Corp. 
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Whole-House 
Mechanical Ventilation 


Exhaust-only or spot ventilation systems are strategically 
placed exhaust fans that remove moist and polluted air. 
The fresh air either comes from open doors or windows 
or random leaks unless you have a tight house, where 
vents that passively open with negative air pressure can 
provide the needed fresh air. 


Supply systems use forced-air heating or air-conditioning 


systems to supply fresh outdoor air through existing 
ductwork. These systems involve control mechanisms, 
and do not necessarily reduce energy consumption. 
Diligent use of exhaust fans is still needed. 


Balanced systems capture the heat from exhaust air 
to condition the supply air, capturing the majority of 
otherwise lost energy. 


The American Society of Heating, Refrigeration, and 
Air Conditioning Engineers (ASHRAE) recommends that 
mechanical ventilation be no less than 50 cubic feet 
per minute (cfm) with 50 to 100 cfm requirements for 
kitchens and bathrooms. 


Moisture is often easily controlled by managing it at the 
source. For example, perhaps the site’s drainage is directing 
rainwater toward the home’s foundation or residents aren’t being 
diligent about using bathroom or kitchen exhaust fans, causing 
excessive humidity to condense on windows and rot the sills. 


building science 


In “tight” houses, a controlled ventilation strategy controls 
air pressure but also helps maintain consistent interior 
humidity levels and provides fresh air to the occupants. The 
keys to a successful controlled ventilation strategy are to: 


¢ Know how many cfm of air you need to move (see 
ASHRAE recommendation in the “Ventilation” sidebar); 

e Avoid overventilating in the winter, which can increase 
heating needs and bills; and underventilating in the 
summer, which can cause rooms to be stuffy and 
uncomfortable; 

e Provide ventilation only when the building is occupied. 


Occupants want their homes to be comfortable and 
healthy, and not enslave them to high heating and cooling 
costs. Our household environment should not have to suffer 
for poor planning, dysfunctional designs, and a short-sighted 
approach to home building. By understanding the basics 
of how our homes operate and why they fail, we can 
move beyond “green building” and make superior building 
performance standard practice. 


Access 

Rachel Connor (rachel@solarenergy.org) teaches, coordinates, and 
develops sustainable building curricula for the online and hands-on 
programs at Solar Energy International (SEI © www.solarenergy.org). 


Building Science Corporation ® www.buildingscience.com ¢ Building 
guides to various climates by Joe Lstiburek 


Green from the Ground Up, by David Johnston & Scott Gibson, 
2008, Paperback, 336 pages, ISBN 978-1-56158-973-9, $25 from The 
Taunton Press, PO Box 5506, Newtown, CT 06470 ¢ 800-888-8286 


* www.taunton.com 
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The Solmetric SunEye™ 
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* Generates reports and archives data 
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+ Automatically detects location for each Skyline 
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Customers rely on the long-term performance of our solar 
inverters. That’s why over 750,000 of them are in service 
around the world. Our innovative engineers have developed 
acomplete range of inverters, all designed, manufactured, 
and tested in Germany. 


Complete range of 2007-UL-compliant inverters from 700 
to 7000 watts, featuring integrated disconnect switches with 
easier conduit knockouts, and the Sunny Tower, handling 
36 to 42 kW, for simplified commercial installations. 

10-year warranty now standard on 2007 inverter line. 


Call us: (888) 476-2872 AAA’: y 
Rock Solid Solar AA 
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f you have some experience with battery-based renewable 

energy systems, you're well aware of the power and 

energy that a healthy battery pack can provide. If you live 

off grid, batteries make it possible for you to live on that 
perfect piece of property beyond the reach of the utility lines. 
In town, being the only one on your block with electricity 
during a grid failure is an empowering event—cold beer 
never tasted so good. 

But batteryless grid-tied systems have their own set 
of advantages. They require fewer components, operate 
at higher efficiency, and are significantly less expensive 
than battery-based systems. A batteryless system does not 
need batteries, a charge controller, battery interconnect and 
battery-to-inverter cabling, an enclosure for the batteries, 


by Roy Butler, Ryan Mayfield, 
Jay Peltz & Joe Schwartz 


and all the balance of system (BOS) assembly gear, such 
as enclosures, circuit breakers, and bus bars. Additionally, 
the AC wiring is simplified—no critical load subpanel 
or inverter bypass switch needs to be installed. Finally, 
because there are fewer components involved, batteryless 
grid-tied RE systems are comparatively easy for end users 
to understand and interact with. 

These advantages, coupled with the elimination of 
inevitable battery replacement, make it easy to see why 
batteryless grid-tied systems are so popular. If your project 
is off-grid, you'll need batteries—period. If you live on 
grid, you'll want to consider a few things about your 
particular application to help you answer the question, 
“Batteries or not?” 
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Do | Need Batteries? 
If you’re considering including batteries in your grid-tied RE 
system, ask yourself three questions: 


e How often does the grid go down at my site? 
e How long does a typical utility outage last? 
e How much do blackouts affect my lifestyle? 


In most places, the utility grid is quite reliable and power 
outages are infrequent and short in duration. Exceptions 
are most likely in rural areas that have a lot of overhead 
power lines and experience regular wind or ice storms. In 
these situations, grid failures can be both frequent and long 
in duration—the power company isn’t going to prioritize 
repairing a downed line that services only a dozen families 
over one in town that services hundreds. 

The duration of the power outages you experience is 
more important to consider than the frequency. If brief power 


System Performance— 
Batteries vs. Batteryless 


In terms of performance, batteryless systems will 
generate more energy than battery-based ones. How 
much more will depend on the charging source (solar, 
wind, or hydro-electric), and the power-conditioning 
equipment (inverters and controllers) used. The condition 
of the battery pack and how frequently and deeply the 
battery pack is cycled comes into play too. Some energy, 
in the range of 5% to 20%, will be lost in the electrical-to- 
chemical storage process that takes place when charging 
batteries. But because batteries are rarely cycled in most 
battery-based grid-tied PV systems, the overall system 
efficiency hit can be pretty minimal (5% to 10%) if high- 
quality equipment is used. Batteryless wind systems can 
significantly outproduce battery-based ones due to some 
interesting electrical details covered in the following 
pages. 


zero batteries 


outages, say less than 15 minutes, are an annoyance when 
you're working on your computer, buy a small uninterruptible 
power supply from your neighborhood electronics store. This 
simple and inexpensive device will keep your computer and 
Internet connection alive long enough to properly shut things 
down and wait for the electricity to come back on. If outages 
last longer, such as a day or two, an appropriately sized 
battery-based RE system can provide backup for your critical 
loads, including lighting, communications, refrigeration, and 
even water pumping. If you experience outages that last for 
multiple days, a bigger battery-based RE system may be 
suitable to supply moderate energy demands. If you have 
significant loads that need to run for several days, the best 
approach may be to invest in an engine generator that can 
either meet all your loads or be run periodically to recharge 
batteries. 

The final consideration is how much the power outages 
you experience at home affect your lifestyle. If the grid only 
goes down a few times a year for a couple of minutes and you 
don’t consider resetting your clocks to be a big inconvenience, 
then a batteryless grid-tied system is a great fit. However, if 
you work from home and need reliable electricity, frequent 
or long-lasting power outages can significantly impact your 
productivity. In this case, a battery-based RE system is an 
excellent option. Finally, some people see the occasional 
power outage as fun—the kids think it’s an adventure and 
you can settle down to a nice candlelight dinner, which is 
better than dealing with a bank of batteries any day. 

If you decide that batteryless grid-tied RE is the way to go, 
the next question is, “Solar, wind, or water?” The following 
pages detail important considerations for each system type. 


Access 

Joe Schwartz (joe.schwartz@homepower.com), Home Power Inc. 
CEO and editor, lives off the grid outside of Ashland, Oregon. All the 
electricity used on his homestead comes from the sun. He recently 
swapped out a set of 10-year-old flooded lead-acid batteries (still 
in working condition) for a bank of sealed AGMs to see how they 
compare in terms of off-grid service. 


A wide selection of batteryless inverters are available to suit your specific grid-tied renewable energy application. 


GRID-DIRECT PV SYSTEMS 


by Ryan Mayfield 


It’s no wonder that the overwhelming majority of PV systems 
installed in the United States today are batteryless grid-tied 
systems. With only three main components—the modules, 
inverters, and production meter—these systems are more 
efficient, and less complex and expensive, than their battery- 
based counterparts. 


Complexity & Expense 

Compared to a batteryless grid-tied PV system, an installed 
grid-tied PV system with battery backup may be 20% to 
40% more expensive depending upon the storage capacity 
of the battery bank. Besides the higher up-front expense 
of a battery-based system, in most situations, the batteries 
will need to be replaced every seven to eight years. This 
additional cost further reduces the economic viability of a 
grid-tied PV system with battery backup. It also is difficult to 
predict the future costs for batteries as the prices for lead have 
quadrupled over the last five years alone. 

Batteryless grid-tied PV systems are commonly wired at 
high DC voltages (120 to 600 VDC), due to the voltage input 
requirements of the batteryless inverters. Wiring arrays for 
high voltage reduces the amount of current the wires must 


carry, which also reduces the wiring expense, since smaller- 
gauge wire can be used, along with smaller conduit and 
conduit fittings. Also, because grid-tied PV arrays are wired 
for higher voltages (which means more modules in series and 
fewer modules in parallel), this can reduce and sometimes 
eliminate the need for combiner boxes and series fuses. 


System Efficiency 

All PV systems have inherent losses due to temperature, 
module soiling, inverter efficiency, and transmission. But 
when you add a battery bank to this system, the necessity of 
keeping batteries fully charged and ready to supply backup 
energy takes a toll on overall system efficiency. A modern 
grid-tied system with battery backup will be 5% to 10% less 
efficient than a batteryless grid-tied system. These efficiency 
losses depend in part on the type of charge controller and 
inverter used, and how deeply and how often the batteries are 
cycled. One way to increase the efficiency of a battery-based 
PV system is to use a maximum power point tracking (MPPT) 
charge controller and avoid using older battery-based grid- 
tied inverters that are designed to float-charge the batteries 
overnight. 


The power-conditioning and utility-feed components of a grid-direct PV system. 
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Battery Limitations & Maintenance 

Most on-grid systems with battery backup use relatively small 
battery banks. When determining battery capacity, either 
the space available for the battery bank limits the amount of 
backup or the desired storage capacity drives the size of the 
battery bank. The decisions faced are similar to sizing battery 
capacity in off-grid systems, where days without solar are 
weighed against reliance on a backup engine generator. The 
up-front cost of battery banks of various capacities and quality 
will come into play too. But using a small bank will restrict the 
number of backup loads and/or the amount of time the backup 
loads can run. For example, a 48 V, 100 AH battery bank may 
only be able to deliver about 3.5 KWH to the loads. Roughly 
speaking, this amount of stored energy could power an 
efficient refrigerator, and some lighting and home electronics 
for 24 hours or so if the bank was discharged to a recommended 
maximum of 80%, with 20% capacity remaining. 

Compared to battery-based PV systems, grid-direct 
systems require little or no maintenance. However, many 
small-scale battery backup systems now use sealed lead-acid 
batteries, which eliminates the need for regular watering, 
reducing maintenance requirements. If flooded lead-acid 
batteries are used, be prepared for regular maintenance, such 
as checking electrolyte levels and adding distilled water. 


Batteries Later? 

Another option for batteryless grid-tied PV system owners is 
to add batteries later without having to completely rewire the 
PV array or swap out an already-installed grid-direct inverter. 
This “AC-coupling” strategy synchronizes the AC output of 
a batteryless inverter to a utility-interactive battery-based 
inverter. If utility power fails, both inverters are disconnected 
from the grid as required, but unlike strictly batteryless 
systems, the grid-direct inverter will continue to capture solar 
energy for household loads and route excess energy to charge 
the battery bank. If the PV system is generating more power 
than is required by the load or battery bank, the output of the 
batteryless inverter is stopped, ramped down, or routed to a 
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diversion load like an air or water heater. The exact control 
approach depends on the equipment used. 

Inverter manufacturer SMA America pioneered AC- 
coupled systems. During a utility outage, the battery-based 
inverter controls the output level of the batteryless inverters 
based on load demand. However, many systems have been 
installed that use a variety of batteryless inverters AC coupled 
to utility-interactive battery-based inverters manufactured by 
OutBack and Xantrex. 

An AC-coupled approach still requires purchasing a utility- 
interactive battery-based inverter, and a battery bank and all 
the accompanying battery BOS components. It also requires 
installing a critical load panel. However, the existing PV array 
and grid-tied inverter (and its higher efficiency) can then be 
utilized with the security of a battery bank for backup power. 


Access 

Ryan Mayfield (ryan@renewableassociates.com) has a degree in 
environmental engineering from Humboldt State University and lives in 
Corvallis, Oregon. He teaches PV classes at Lane Community College 
and Solar Energy International, and is a principal at Renewable Energy 
Associates, a firm focusing on PV system design, implementation, 
commissioning, and industry-related training. He holds a renewable 
energy technician license in Oregon. 


Batteryless Grid-Tie Inverters: 

Fronius ® www.fronius-usa.com 

Kaco ® www.kacosolar.com 

Magnetek ® www.magnetek.com 

PV Powered ® www.pvpowered.com 
SMA America ¢ www.sma-america.com 
Solectria © www.solren.com 

Xantrex © www.xantrex.com 


Battery-Based Grid-Tie Inverters: 

OutBack Power Systems * www.outbackpower.com 
SMA America * www.sma-america.com 

Xantrex © www.xantrex.com 
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by Roy Butler 


Direct grid-tie, batteryless wind systems are the fastest-growing 
segment of the U.S. small wind market. This growth is being 
fueled by demand for simpler, more efficient systems and 
incentive programs that compensate owners for the amount of 
energy their system produces. Wind turbines were previously 
used mostly by off-gridders, but the new market for residential- 
scale wind turbines is primarily for grid-tie applications. 


Batteries or No? 

The same arguments for batteryless grid-tied PV systems 
also apply to wind systems. Additionally, most direct grid-tie 
turbines are configured for higher voltages than their battery- 
charging counterparts (typically above 200 VDC, compared 
to 12 to 48 VDC nominal). These high-voltage turbines allow 
the use of smaller transmission wiring, which significantly 
reduces wire and conduit cost. 

Batteryless wind systems offer an increase in operating 
efficiency that results in higher overall energy production 
compared to battery-based systems. Most grid-direct systems 
use a batteryless inverter with maximum power point tracking 
(MPPT) capability, which maximizes turbine output and can 
increase overall system production by 20% to 50% depending 
on turbine and wind conditions at the site. 


Inverters for Grid-Direct Wind Systems 

There are several models of batteryless grid-tie inverters 
for residential-scale wind systems. The best known is SMA 
America’s Windy Boy, essentially a Sunny Boy PV inverter 
with firmware modifications that allow the MPPT function 
to work with the rapid voltage fluctuations unique to wind 
turbines. Several turbine manufacturers, including Abundant 


Resistance air- 
heater diversion 
load, with 
protective guard 
removed to show 
the resistors. 


A typical power wall 
configuration for 

a grid-direct wind 
power system. 


Renewable Energy (ARE) and Proven Wind Energy, have 
developed grid-direct systems using this inverter. 

The Windy Boy requires an interface between the wind 
turbine and the inverter to protect it from overvoltage 
damage. The typical interface is a voltage clamp that consists 
of a rectifier to convert the turbine’s wild (unregulated) 
three-phase AC output to DC, and a control circuit to divert 
energy to a diversion load—typically an air- or water- 
heating element. 

The potential for overvoltage exists when the turbine is 
producing in high winds and the inverter is not connected to 
the grid due to a utility outage, or during the turbine start-up 
phase. In the event of a utility outage, the voltage clamp sends 
all power produced to the diversion load, preventing turbine 
overspeed and protecting the inverter. During the start-up 
phase, a pulse-width modulation (PWM) circuit sends some 
energy to the diversion load to keep the voltage within the 
inverter’s DC input window. 

The ARE110 and ARE442 turbines use this type of voltage 
clamp and diversion load assembly. The Proven WT2.5 uses 
mechanical turbine governing instead of a voltage clamp 
assembly to keep the voltage in range. Kestrel turbines, 
distributed by DC Power Systems, have a proprietary control 
package for grid-direct applications. Eoltec turbines use the 
Aurora inverter manufactured by Magnetek. The Aurora 
is a true MPPT inverter with wind interface functionality 
that acts as a voltage clamp. Additionally, the inverter can 
be programmed to optimize the power curve to match the 
output of a specific wind turbine. The Bergey Excel uses the 
Grid Tek 10 inverter, which loads the turbine to the maximum 
safe power point at any given rpm. 
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TYPICAL GRID-DIRECT WIND SYSTEM 
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Specialized Grid-Direct Turbines 

The 5250 turbine by Endurance Wind Power does not use an 
inverter to interface with the grid. The $250 is an induction 
machine, similar in design to medium and large utility-scale 
wind turbines that use a speed increaser drivetrain to spin 
the generator above synchronous speed. This allows 60-hertz 
power to be delivered directly from the generator to the grid 


Maximum Power Point Tracking 
& Grid-Direct Wind Systems 


Most batteryless wind systems use an inverter with 
maximum power point tracking (MPPT) to maximize 
system output. The inverter’s MPPT algorithm allows 
the blades to spin at the ideal rpm and still produce the 
output voltage within the inverter’s required range. Wind 
generator blades have a maximum efficiency at a specific 
ratio of blade-tip speed to wind speed. This is referred to 
as the tip/speed ratio (TSR). For example, if a turbine’s 
blades have maximum efficiency at a TSR of 6 and the 
wind is blowing at 10 mph, the blade-tip speed should be 
at 60 mph (6 x 10) for best results. 


A wind turbine’s permanent-magnet alternator has an 
open-circuit voltage (no load) that increases with rpm. 
But doubling the turbine’s rpm does not double the 
output voltage—the relationship is not completely linear. 
This is where the inverter’s MPPT comes into play. It 
controls the load on the wind generator to keep the blades 
spinning at their optimal TSR and converts the voltage 
output of the wind generator to the voltage required for 
the inverter. Think of it as a variable-speed transmission 
for voltage, allowing the blades and alternator to operate 
at their maximum efficiency. 


—Robert Preus 
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without the need for power conditioning or conversion. The 
overall efficiency between rotor power and grid-compatible 
electrical power is about 75% at 10% of rated output and 
85% at rated output of 5 KW. An internal disc-brake system 
protects the turbine from overspeed if grid power is lost. 

Southwest Windpower’s Skystream turbine has an inverter 
integrated into the body of the turbine itself. The turbine’s 
output is grid-synchronous 240 VAC that can be fed directly 
to a home’s main load center. The turbine uses electronic stall 
regulation that begins to slow the blades when the rotor speed 
exceeds 360 rpm. 


Access 

Roy Butler (roy.butler@homepower.com) is a technical editor for 
Home Power and owner of Four Winds Renewable Energy in 
Arkport, New York. Roy is a NABCEP-certified PV installer. He sits 
on the NABCEP technical review committee for PV and wind system 
installer certification, as well as the Small Wind Certification Council 
board of directors. 


Wind Turbine Manufacturers: 
Abundant Renewable Energy * www.abundantre.com 


Bergey Windpower Co. ® www.bergey.com 

Endurance Wind Power ® www.endurancewindpower.com 
Eoltec © www.pineridgeproducts.com * www.solacity.com 
Kestrel © www.dcpower-systems.com 

Proven ® www.provenenergy.co.uk 

Southwest Windpower ® www.windenergy.com 


Grid-Direct Inverters for Wind Systems: 
SMA America © www.sma-america.com 


Magnetek ¢ www.magnetek.com 
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GRID-DIRECT LOW-POWER 
MICROHYDRO SYSTEMS 


When people think of grid-connected hydro electricity, 
images of something really big—like Hoover Dam—come 
to mind. But on a residential scale, high-power AC-direct 
hydro turbines in the 10 to 25 KW range have been feeding 
electricity to the grid for decades. What is new in the 
hydro world is coupling batteryless inverters to low-power 
microhydro turbines generating anywhere from 500 to 4,000 
W for grid-tied applications. 


Batteryless Microhydro Basics 

Like PV and wind systems, microhydro systems can be 
battery-based or batteryless, depending on your needs and 
specific site conditions. In the past, home-scale batteryless 
hydro systems were high-power units where the hydro 
plant and controller interfaced directly with the utility grid 
without an inverter. With the advent of modern batteryless 
inverters, hydro system designers have been pushing the 
envelope and installing systems using low-power hydro 
turbines that can feed the grid without including batteries 
in the system. (For more information on AC hydro turbines, 
see page 68 of this issue.) 

The success of a low-power grid-direct microhydro system 
relies on matching a batteryless inverter to the hydro site’s 
characteristics (head and flow), the output of the specific hydro 
turbine, and its voltage and power compatibility. Additional 
design aspects come into play. To control voltage and rpm, hydro 
turbines must be electrically loaded at all times. In grid-tied 
applications, diversion control is needed to shunt the turbine’s 
output to a dump load in the event of a utility outage. A voltage 
clamp to eliminate a voltage spike in the case of grid failure is 


Two 2.3 KW Hi Power turbines feed 100-plus KWH a day directly 
to the grid. 


by Jay Peltz & 
Joe Schwartz 


required in many systems to protect inverters. Currently, the 
only controllers available for batteryless hydro applications are 
ones originally designed for batteryless wind systems. 


Batteryless Hydro Evolution 

One of the earliest low-power batteryless hydro systems installed 
in the United States was covered in HP80 in 2001. Installer Kurt 
Johnson designed an innovative system in North Carolina 
comprised of a Harris Hydro turbine that fed 57 VDC to an 
Advanced Energy Systems GC-1000 inverter. A Trace C-40 
charge controller and an air-heater diversion load kept the 
turbine electrically loaded and its rpm regulated when the grid 
went down. System output ranged between 200 and 400 W 
depending on the seasonal creek’s flow rate. (See the original 
article at www.homepower.com/johnsonhydro.) 

There wasn’t much further movement in the low-power 
batteryless microhydro world until 2006, when Jeff Clearwater 
from Village Power Design teamed up with Derik Veenhuis 
from Hi Power Hydro to design and install a batteryless system 
in Colorado. The water source delivers approximately 70 gpm 
at 110 psi to two 2.3 KW Hi Power turbines. Each turbine is 
paired with an SMA America 2.5 KW Sunny Boy inverter. 
Turbine output is three-phase 240 VAC that is rectified to 300 
VDC in the power room and fed to the Sunny Boys. The inverter 
manufacturer tweaked the inverters’ software, lowering the 
start-up voltage from 300 to 240 VDC to ensure smooth operation 
with the turbines. Because the inverters have a maximum open- 
circuit design voltage of 600 volts, controllers manufactured 
originally for wind turbines by Abundant Renewable Energy 
were installed to limit output voltage and divert hydro electricity 


This microhydro system uses two SMA inverters and two ARE 
controllers, originally built for grid-direct wind systems. 
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to air-heating loads when utility power fails. Combined, the two 
turbines generate 4.4 KW continuous and feed 106 KWH a day 
directly to the grid. 


Turbines, Inverters & Controls 

There are no special hydro inverters on the market, but some 
off-the-shelf PV inverters can be used. The critical design 
component of low-power batteryless hydro systems is matching 
the turbine output voltage with a specific batteryless inverter. 
Low-power turbines come in two basic designs—lower-voltage 
DC alternators and AC alternators that produce unregulated 
three-phase AC power. The turbine output voltage is the main 
consideration when investigating a compatible inverter. 

DC turbines are manufactured with nominal outputs of 12 
to 120 VDC. The trick is selecting a turbine with a high enough 
voltage to meet the inverter’s input voltage requirements. For 
example, PV Powered manufactures two batteryless inverter 
models (PVP1100 and PVP2000) that have operating voltage 
ranges between 115 and 450 VDC, with a maximum voltage 
limit of 500 VDC. A 96-volt nominal DC turbine will output 
approximately 120 VDC—enough voltage to integrate with 
the PV Powered inverters. If the turbine happened to become 
unloaded electrically during a grid failure and the rpm and 
output voltage increased, the inverter would not be damaged 
due to its 500 VDC maximum input voltage. With this design 
approach, a voltage clamp may not be necessary, but a diversion 
load should be included so the turbine does not run in an 
unloaded state for long periods of time. Batteryless inverters 
with lower input voltages are not currently being manufactured, 
but discontinued inverter models like the Xantrex SunTie 
(48 VDC nominal input voltage) can still be found online and 
used with 48 VDC nominal hydro turbines. 

Alternatively, turbines with three-phase AC alternators can 
be configured for up to 480 VAC nominal output. Compared to 
lower-voltage DC turbines, the higher voltage makes it easier to 
integrate them with a variety of batteryless inverters designed 
for PV arrays operating at up to 600 VDC. The three-phase 
AC output is rectified to high-voltage DC, and then routed to 
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KWH Meter: 
Hydro production 


AC Service Entrance: 
To 120/240 VAC loads 


the inverter. A controller with both diversion load and voltage 
clamping capability is required to eliminate the possibility of 
excessive system voltage if utility power fails. 


Experience Required 

Compared to grid-direct PV or wind systems, low-power 
batteryless microhydro is still an underdeveloped technology. 
That’s not to say that the equipment and system designs are 
unreliable, but the limited number of installations to date reflects 
a general unfamiliarity with these efficient and durable systems. 
If you’re considering a low-power batteryless hydro project, 
work with the hydro manufacturer to make sure that the turbine 
and the inverter will couple well. Matching turbines to inverters 
can be challenging, so experience is crucial. 

Over the last decade there has been continual growth of 
batteryless renewable energy systems, related equipment, and 
design and installation expertise. Batteryless PV systems now 
dominate that market, batteryless wind systems are becoming 
very popular, and soon batteryless low-power hydro systems will 
likely become a common feature in the microhydro landscape. 


Access 

Jay Peltz (jay.peltz@gmail.com) is owner of Peltz Power, an RE design 
and installation company based in Redway, California. Jay specializes in 
off-grid PV, wind, and hydro-electric systems. He is currently working on 
one of the first residential-scale, grid-direct, low-power hydro systems 
in California. 


Joe Schwartz ¢ joe.schwartz@homepower.com 


Low-Power Hydro Turbine Manufacturers: 
Alternative Power & Machine ¢ www.apmhydro.com 


Energy Systems & Design * www.microhydropower.com 
Harris Hydro * 707-986-7771 
Hi Power Hydro ¢ www.hipowerhydro.com 


Voltage Clamp Controls: 
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Abundant Renewable Energy ® www.abundantre.com 


SOLAR 
WATER PUMPS 


¢ water filled brushless DC motor 
maintenance-free 


¢ no electronics in the motor 
¢ 12-200V DC, 110-240V AC solutions 


¢ modular concept: pump end, motor, 
controller are seperate parts 


¢ all 316 stainless steel, 
not thinner than 0.16" (4mm) 


4 2,000ft (600m) lift ability 
pump speed adjustable 


remote tank shut off with integrated 
timer and pressure switch 


¢ largest variety in solar industry: 
helical rotor, centrifugal, vane-type, 
submersible, surface or floating pump 


LORENTZ Germany 
www.lorentz.de 


Dealers: CAP Solar Canada, www.capsolar.com, Tel. (866) 556 8779 (toll free), Fax (403) 556 7799 
GENPRO USA, www.genpro.us, Tel. (866) 593 0777 (toll free), Fax (605) 341 9918 
» KELLN Solar Canada, www.kellnsolar.com, Tel. (888) 731 8882 (toll free) , Fax (306) 731 2774 
Solar Power & Pump Co. USA, www.togosolar.com, Tel. (866) 246 7652 (toll free), Fax (580) 225 1120 


Pa 


How Far Off The Grid Are You? 


Antarctica is the coldest continent on the planet. 98% of it is covered in ice. With no permanent human population, only the toughest plants 
and animals are able to survive the cold. And the same goes for your batteries. So when a government funded agency needed to deploy 
a photovoltaic system for monitoring land mass movement in this harsh environment, they chose Deka Solar Batteries. 


PA Whatever the demands of your renewable energy application, Deka Solar Gel/AGM or flooded batteries are the proven choice. 
As the world’s largest and most technologically advanced single-site battery manufacturer (including our own state-of-the-art, E.P.A. permitted 
recycling facility), we exceed the high standards of the solar industry with superior quality and environmentally conscious battery solutions. 
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en 
DOMESTIC INQUIRIES: EAST PENN _ irernartionat inquiries: = 
800-372-9253 © www.mkbattery.com manufacturing co. ine. 610-682-3263 ° www.del l 
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QUALITY SYSTEM 


1809001 PROVEN PRODUCTS IN DEMANDING PHOTOVOLTAIC APPLICATIONS * U.L. RECOGNIZED COMPONENTS » COMPETITIVE WARRANTY © MADE IN THE U.S.A. 


_ ot ee 
‘ No matter where you are, depend on Deka Solar. ,—— 
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UNDER CONTROL 


SOLAR WATER HEATING 


by Chuck Marken & Doug Puffer 


he kind of thermostat you’re probably most familiar 
with—an ordinary room thermostat—works great 
at® keeping our homes and offices comfortable. Set 
the thermostat and it will keep the temperature hovering 
around the setting. Conventional water heaters have a similar 
thermostat that keeps the temperature of the water where 
the thermostat is set. But solar water heaters need more 
sophisticated controls to utilize solar energy most efficiently. 
To get all the solar energy we can when it’s available 
and needed, we have to measure the sun’s energy and 
simultaneously measure the water temperature in the water 
heater or solar storage tank. When the solar-heated water 
(or, in some systems, the antifreeze solution) in the solar 
collector will add heat to the tank, we want a pump to turn 
on and move the warmer water from the collector to the tank. 
Measuring two temperatures at once and cueing a pump 
based on the temperature difference is a job for a differential 
thermostat—a.k.a. differential controller. 


Multiple Controllers 
& Simple Priority 


Most controllers incorporate a double-throw relay with 
three contacts—common (C), normally open (NO), and 
normally closed (NC). The differential thermostat’s 
sensor circuit controls the relay. Electricity is always 
connected to the common terminal. The installer will 
normally connect the pump(s) to the NO terminal. Wiring 
the hot, neutral, and ground wires correctly will complete 
the high-voltage side of the controller wiring. The sensor 
wiring is on the low-voltage side. If a second control 
is needed for another pump, valve, or device, but the 
design calls for only one controller to be activated at a 
time, the NC terminal can be wired to the input of the 
second control. This gives the two controls a priority 
arrangement. When the first control’s sensors energize 
the NO contact and the pump, the relay disconnects the 
NC contact. The second control has no power and cannot 
energize any devices it controls. When the first control 
is not energized (off due to hitting the high limit, for 
example), the second control uses the sensors that are 
attached to it and responds appropriately. 


Getting Control 

Differential thermostats have two sensors that are constantly 
monitored by the electronics in the controller, which turns 
equipment on and off based on the temperature differential. 
When the controller determines that one sensor is warmer 
than the other sensor, it energizes a relay (an electromagnetic 
switch) that can activate an electric device, usually a circulator 
pump. When not enough difference in temperature exists, the 
differential thermostat turns off the pump or other device. 


Basic Controller 
Operation 
Differential 


Thermostat 
(Control) 


Collector Sensor 


Input GS) 
Power Tank Sensor 
Source 


Dual Controller Priority 
Operation 


Differential 
Thermostat 
(Control) 


Input Pump Priority 1 


Power 
Source 


(50% | Pump Priority 2 
lo <> AV 
Input Differential 
P Thermostat 
ower 
Source (Control) 
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’ Typical 10K ohm 
temperature sensors. 


In a solar hot water (SHW) system, one sensor (known 
as the “hot” or “collector” sensor) is placed on the piping, 
very close to the collector’s outlet, and the other sensor (the 
“cold” or “storage” sensor) is placed near the bottom of the 
storage tank where the water is coolest. Sun shining on the 
collectors causes the outlet temperature to increase quickly. 
The sensor’s resistance will change (see discussion of sensors 
below) and the controller’s electronic circuits will activate the 
relay, turning on the pump. When solar energy eventually 
lessens on the collectors, or the storage tank water becomes 
hot enough, a large “differential” will no longer exist between 
the two sensors, and the thermostat will shut off the pump. 


Making Sense of Sensors 

The sensors that measure temperatures for a differential 
thermostat are thermistors, a type of resistor with resistance 
that varies with temperature. The industry standard in the 
United States is a 10,000-ohm inverse thermistor, which 
measures 10K ohms at 77°F. As the temperature rises, the 
resistance drops, hence the “inverse” designation. 

You can’t mix sensors of one value with a controller 
designed for a different sensor, and beware—not all 10K 
sensors are the same. Each thermistor has a “curve” of 
resistance at changing temperatures. To ensure two sensors 
are equal, you need to compare the curves and verify they are 
the same. If resistance curves are too different, they can cause 
the control to have imprecise on and off differentials. Some 
thermostats require different sensors—make sure the sensors 
used are compatible with the chosen controller. 

Care should be taken in how and where the sensors are 
placed. The collector output sensor should be placed within 
1 inch of the collector, clamped to the hot pipe going to the 
storage tank. Clamp the flat part of the sensor to the collector 
tube with a hose clamp and insulate it well with closed- 
cell, high-temperature insulation. If the sensor has no flat 
section, don’t clamp it so tightly that it will crush the sensor 
housing—thermistors are much smaller than their housing 
and are delicate. Manufacturers typically house the sensors 
in metal cylinders, usually copper, and encapsulate the 
thermistors to protect them from water and weather. 

The tank (or storage) sensor should be placed inside the 
bottom access cover on the tank—behind the insulation and 
making direct contact with the tank. It may also be clamped 
to the tank drain valve if it can be insulated. Some solar tanks 
have a threaded lug at their bottom where a sensor can be 
bolted. Incorrect sensor placement will create an inefficient 
system, causing a pump to run when it shouldn’t or not run 


SHW controllers 


Solar Pool Heating 
Controllers 


Controllers for solar-heated swimming pools are very 
similar to SHW differential thermostats. Pool systems 
have much higher flows than domestic solar hot water 
systems, and the on and off differentials are adjusted for 
this. The typical on-differential of a pool control is about 
5°F, with the off differential being just 2°F. Pool differential 
thermostats usually control a three-port motorized valve 
that diverts the pool water to the collectors when the 
on-differential is reached. Pool pump timers are set to 
filter only in the daylight hours when the sun can heat 
the pool. As long as the sun-heated pool collectors can 
add heat to the pool, the differential will keep the valve 
positioned to divert water to the collectors. 


G®LDLING 


SunEarth’s digital flow 
meter helps you keep tabs 
on your system’s operation. 


when it should. Individual controller manufacturers may 
have specific instructions for sensor placement. 
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SHW controllers 


Setting the Differential 

Parasitic loss occurs when energy is consumed or lost in 
order for a system to make more energy. A good example of 
a parasitic loss is the amount of energy that bearing friction 
consumes in the common internal combustion engine. In 
grid-powered SHW systems, the pumps and controllers take 
a certain amount of electrical energy to operate, and there are 
some heat losses through the piping and other points in the 
system. If the parasitic losses are greater than the solar energy 
being put into the SHW system, a net loss of energy results. 

In PV-direct DC systems, the pump energy losses are 
inconsequential because the energy from the PV module is 
there regardless, and at no cost. But in AC systems, a wider 
temperature differential is used to ensure that the parasitic 
losses are not greater than the solar energy gained. Many 
manufacturers set their AC controllers with a 4°F or 6°F 
turn-off differential. With any smaller differential, there is 
no net energy gain because of parasitic pump consumption 
and system heat loss. Any greater differential would waste 
valuable solar energy by turning the pump off too soon. 
Since there is no utility-generated parasitic power consumed 
with a PV-powered DC differential control, the turn-off 
differential is lower—sometimes zero is appropriate if the 
pipe losses are negligible. 

The pump turn-on differential is usually adjustable in 
both AC and DC controllers. The turn-on differential is set 
higher than the turn-off to make sure that the solar input 
can be sufficiently maintained to add heat to the tank and 
to avoid excessive on-off pump cycling. With minimal sun, 
the collector temperature will increase somewhat. But the 
possibility is that when the pump goes on, the temperature 
won’t be maintained when the barely warm liquid from 
the bottom of the collector reaches the sensor at the top. A 
higher turn-on differential makes that possibility less likely, 
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ArtTec’s DC differential controller, suitable for 
PV-direct pump operation. 


and decreases the likelihood that the system will cycle on-off 
repeatedly during times of reduced solar input, like during 
the morning and evening. 

A low turn-on differential setting (8°F to 10°F) is most 
efficient for direct forced-circulation systems that don’t 
have a heat exchanger. A somewhat higher differential 
setting (14°F to 18°F) is recommended for indirect forced- 
circulation systems (antifreeze and drainback) with heat 
exchangers. This is because these systems have higher 
pipe and system heat losses, making it necessary to assure 
enough heat input to overcome those losses before turning 
the pump on. 


The Basics & Beyond 

A basic differential controller needs only an input power 
source, an output, and two sensors. A few such basic units 
were made in the past—they didn’t even have a single LED to 


IMC Instruments’s Eagle 2 differential controller works with a 
transceiver (above) to send system data to the Web (left). 
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Table Specs 


Voltage In—Voltages for input to the control 
Voltage Out—Output voltage and options 


Power Out—Given in amps or hp, and specified by the 
manufacturer; tells what size pump or other equipment can be 
powered directly by the controller. Larger pumps will require 
added, higher-capacity relays. 


Unit Power Consumption—What the control uses in power; 
both standby and energized are noted 


Sensor Ohms—Sensor resistance at 77°F 


On-Differential—Difference in temperature when the control 
turns the pump on 


Off-Differential—Difference in temperature when the control 
turns the pump off 


High Limit—Tank temperature that turns the pump off. Some 
controllers do not have this option. 


Low Limit—Low tank temperature that turns the pump off 


Recirculation—A freeze-protection feature that will turn on the 
pump and circulate storage tank water through the collector to 
keep it from freezing 


indicate if the unit was on. In 
the past, thousands of these 
basic thermostats had been 
produced—many are still 
working after twenty years 
or more of service. 

The controllers listed in 
the guide have many more 
features than this basic 
design. LED lights are useful 
to indicate the control and system status, but digital displays 
are now common. Another popular feature is multiple 
differentials—the ability to control two or more pumps at 
different times is used in systems supplying both domestic 
hot water and space heating. 


The Lineup 

Our table of differential thermostats includes all of the U.S. 
manufacturers and six overseas products that are available 
in North America. Control freaks and data junkies are sure 
to be happy with recent innovations in some controllers. Lots 
of goodies are available—digital displays, remote displays, 
computer interfaces, and data logging capabilities. Even 
if you’re not a number nerd, you'll find many of the new 
features handy. 


SHW controllers 


& Definitions 


Overtemperature Protection (a.k.a. “vacation mode”)—A 
feature that activates the circulator pump at night to circulate 
cooler water from the collectors to lower the storage tank 
temperature. Some controllers feature a diversion load for 
overtemperature protection. 


Number of Differentials—Most controllers have a single 
differential, but some have more than one to control two pumps 
at different times. For example, one differential would control 
a collector loop pump heating a tank; another differential 
would control a pump heating the domestic hot water, if the 
large tank was hot enough. 


Digital Display—Any option for digital display of temperature 


Data-Logging Capability—Capability of the control to 
be connected to a computer and/or data logger to record 
performance 


Remote Monitor—A feature to add a remote digital display for 
ease of monitoring operation 


Warranty—Full or limited; length of warranty 


Street Price—Estimated retail price 


Left: IMC Instruments’s remote display for its controller. 


Bottom: SunEarth’s differential controller provides a 
graphical digital readout. 
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SHW controllers 


SOLAR HOT WATER CONTROLLER 


No. of | Power Draw 
Differ- Standby Sensor 
ade - entials / Running Voltage In Voltage Out MaxCurrent Resistance 
ontrole Model Included (Watts) (AC) (AC) Out (Amps) at 77°F 

Hayward/Goldline | GL-30 1 <1/<2 120/240 120/240 20 10K 
Heliodyne Delta T (DTT-85) 1 <6 120 120 2 10K 
Heliodyne ee 4 <6 120/240 120/240 4.45 10K 
IMC SOLR-1EHW-30 1 2 120 120 30 10K 
IMC SOLR-2EHW-30 1 2 120 120 30 10K 
IMC SOLR-2EIW-30 1 2 120 120 30 10K 
Resol (Caleffi)** BS/1 (257 iSolar 1) 1 <1/<3 120 120 2 1K 
Resol (Caleffi) BS/2 (257 iSolar 2) 1 <1/<3 120 120 2 1K 
Resol (Caleffi) BS/3 (257 iSolar 3) 1 <i) // 83 120 120 2 1K 
Resol (Caleffi) BS/4 (257 iSolar 4) 1 <1/<3 120 120 2 1K 
Resol (Caleffi) eave ie 2 <1/<3 120 120 2 1K 
Steca (SunEarth)* | TRO301U 1 <1 120 120 3.47 1K 
Steca TRO502U 2 <4 120 120 3.47 1K 
Steca TRO603mcU 3 <4 120 120 3.47 1K 
Tekmar D155 1 NA 24 VAC / 30 VDC 120/240 10 10K 
Tekmar D156 1 NA 24 VAC / VDC 240 10 10K 
Tekmar D157 2 NA 24 VAC 120 5 10K 
Thermomax SMT 100 1 6.6/NA 110 110 3 100 
Thermomax SMT 400 5.72/NA 110 110 Bib 100 
Viessmann (Resol) | Vitsolic 200 4 6 120 120 10 500 
D O O 

ArtTec DTC-1 1 036 /.3 3.5-30 VDC 3.5-30VDC 6 10K 
Caleffi 257 iSolar 1 DC 1 <1/<1.4 24 VDC 24 VDC 2 1K 
Caleffi 257 iSolar Plus DC 2 <1/<1.4 24 VDC 24 VDC 2 1K 
IMC SOLR-2EDW-D1 1 1.5 10-15 VDC 10-15 VDC 6 10K 
IMC SOLR-2EDW-D2 1 (38) 7-24 VDC 7-24 VDC 20 10k 
Hayward/Goldline | GL-235 1 <10/<60 120/240 es 20 10K 
Hayward/Goldline | AQ-SOL-LV (-TC) 1 <10/ <60 120/240 ae 20 10K 
Heliotrope Pools HM 4000D 1 NA 110/220 12/24 2 10K 
Heliotrope Pools HM 5000D 1 NA 120/240 12/24 VAC 2 10K 
Pentair SunTouch 1 NA 120/240 1710), 27 7/ 20 10k 


*Steca produces a unit that SunEarth markets. **Resol produces units that are sold by SunSpot Solar, Caleffi, Viessmann, Apricus, and 


Thermomax. Note that specifications for some controllers were not available. 


home power 126 / august & september 2008 


BUYER’S GUIDE 


On- 


Off- 


SHW controllers 


: : : : ener _ Sug- 
Differential Differential High Limit LowLimit Recirc- Overtemp. Data Remote Digital Warranty gested 

(°F) (°F) (°F) (°F) ulation Regulation Logging Monitor Display (Years) Price 
8-24 4 110-230 110-230 Yes No No No Option 3 $159 
5-18 4-9 180 80 Yes No No No No 1 158 
Adjustable Adjustable Adjustable >70 Yes Yes Yes Option Option 1 296 
8-24 4 110-200 50-70 Yes Yes Option Option No 5 172 
8-24 4 110-200 50-70 Yes Yes Option Option Yes 13) 203 
8-24 4 110-200 50-70 Yes Yes Option Option Yes 5 227 
2-40 1-38 50-195 15-50 Yes Yes Yes Yes Yes 2 $450 
2-40 1-38 50-195 15-50 Yes Yes Yes Yes Yes 2 500 
2-40 1-38 50-195 15-50 Yes Yes Yes Yes Yes 2 550 
2-40 1-38 50-195 15-50 Yes Yes Yes Yes Yes 2 605 
2-40 1-38 50-195 15-50 Yes Yes Yes Yes Yes 2 760 
16 8 266 NA Yes Yes No No Yes 2 179 
4-100 0-96 68-356 32 Yes Yes Yes No Yes 2 NA 
4-100 0-96 68-356 32 Yes Yes Yes Option Yes 2 NA 
2-90 2-45 -4-248 -22-185 Yes Yes Yes No Yes 2 NA 
20-90 2-45 -4-284 -22-185 Yes Yes Yes No Yes 2 NA 
2-90 2-45 50-200 70-190 Yes Yes Yes No Yes 2 NA 
5.4-36 7.2 194 36 / -22 Option Yes No No Yes 1.25 329 
7.2-18 eZ, 194 36)/-22 Option Yes Yes No Yes fe25) 715 
9 5 140 NA NA Yes Yes No Yes 2 1,264 
0 0 None None No No No No No 5 $85 
2-40 1-38 50-195 15-50 Yes Yes Yes Yes Yes 2 450 
2-40 1-38 50-195 15-50 Yes Yes Yes Yes Yes 2 760 
8-24 4 110-200 50-70 Yes NA Yes Yes Yes 5 192.50 
8-24 4 110-200 50-70 Yes NA Yes Yes Yes 5 192.50 
4 1.5 70-104 70-104 Yes Yes No No No 3 $295 
4 1.5 70-104 70-104 Yes Yes No No Yes 3 394 
4,6 3,6 70-104 70-104 Option Yes No No No 5 Si 
4,6 3,6 70-104 70-104 Option Yes No No No 5 440 


40-104 


40-104 


NA No 


No 


NA 
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SHW controllers 


Choose Your Control 

The wide selection of differential thermostats is a welcome 
sign of a growing, mature industry. Reliable controllers with 
lots of options can make design and installation easier and 
more attractive. The information provided by the new crop of 
controllers will be welcome by many system owners. Some of 
the controllers on our list have data logging capabilities, such 
as recording sensor temperatures over a period of time. Add a 
flow meter to the temperature data and you can compute Btu 
for tracking total output. 

A good differential thermostat puts you in control of your 
hot water system and collects as much of the sun’s energy 
as possible. For most systems, a basic differential control is 
all that is needed. The addition of a digital display is helpful 
if you want a good understanding of system operation and 
the data is meaningful to you. A digital display is helpful 
in troubleshooting problems if the system is inoperable or 
losing efficiency—it’s hard to have too much data in these 
cases. Two or more differentials in one controller are useful 
for collectors doing more than one job. 


Access 

Contributing editor Chuck Marken (chuck.marken@homepower.com) 
is a New Mexico-licensed plumber, electrician, and heating and air 
conditioning contractor. He has been installing and servicing solar 
thermal systems since 1979. Chuck is a part-time instructor for Solar 
Energy International and the University of New Mexico. 


Home Power Data Manager Doug Puffer (doug.puffer@homepower. 
com) holds a master’s degree in Environmental Studies from Clark 
University and an associate’s degree in Software Engineering. He 
has installed SHW systems and worked in other areas of the RE 
industry. 


SHW Differential Controller Manufacturers: 
ArtTec ® www.arttecsolar.com 


Caleffi © www.caleffi.us 

Hayward/Goldline ewww.goldlinecontrols.com 
Heliodyne ¢ www.heliodyne.com 

Heliotrope Pool ¢ www.heliotropethermal.com 
IMC Instruments * www.imcinstruments.com 
Pentair Water Pool & Spa ® www.pentairpool.com 
Steca * www.steca-solar.com 

Sun Spot Solar ¢ www.sssolar.com 

SunEarth ¢ www.sunearthinc.com 


Tekmar @ www.tekmarcontrols.com 


Thermomax ® www.solarthermal.com 


Viessmann ® www.viessmann-us.com 


Sustainable Green Power For Le@SS Tel: 1-877-801-9778, 972-801-9778 


Qu: Windm dmax 


Web: we gnenpcverdiess com 


Magnets Addr: 1177 Summit Ave, #8, Plano TX 75074 


Mybind Power Syatem WindMax H series system advantages: 

* Doline a new level of superior performance and reliability by 
combining Electromagnetic braking and aerodynamic blade braking 
to maximize energy capture by extending Windmax H series 
turbine’s operating speed range into higher speadwinds and lower 
speed winds which are missed by the old style wind turbines. 

* innovative maintenance-tree tw 


design. 


Eliminated traditional problematic nical furling 
system and solved safety and rellability problems facing most small 
wind turbines. 


Dual power oulpul capability: Integrated wind and solar power 
sources capture the most energy In all conditions. Can be used as 
wind turbine system only. 

pepe ataberinei FUSS rere eo an ee 


built with injection molding. 
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The right 
fit matters 


MM-AE Series MS Series Inverter/Charger MS-AE 120/240V Series 
Inverter/Charger Siaanpave Inverter/Charger 

Modified sine wave, 2000 - 4000 watts, 12 - 24 VDC Sine wave, 

600 — 1500 watts, 12 - 24 VDC Aeatlable modele: 4000 — 4400 watts, 24 — 48 VDC 
Available models: MM612AE, MS2000, MS2000-20B, MS2012, Available models: 

MM1212AE, MM1524AE MS2012-20B, MS2812, MS4024 MS4024AE, MS4448AE 


Available Accessories: 

Automatic Generator Start Module (AGS), Battery Monitor Kit, 

Conduit Box, Fuse Blocks, Ignition Switch Lockout, LCD Remote Displays, 
Remote Switch Adapter, Series Stacking Cable Kit 


ri a z. 
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RD Series Inverter/Charger 


Modified sine wave Call and ask for our full catalog for 1 VY PF, | ial \i/ iV | 

1800 — 3900 watts, 12 - 24 VDC complete product information. Vir iwWwaw qa Ve 
E N E R G Y 

Available models: RD2212, Phone: 425-353-8833 

RD1824, RD2824, RD3924 Web: www.magnumenergy.com 


The Powerful Difference 


SunWize Grid-Tie Systems 
offer the high-efficiency 
Sanyo HIT 190/200W 

solar panel. 


The Ideal Solar Solution for Residential 
and Light Commercial Applications 


SunWize pre-packaged grid-tie systems and grid-tie 
systems with battery backup contain everything you 
need for a complete installation. SunWize Grid-Tie System 
are easily installed on any type of composition or tile 

ple systems can be installed for higher power 


roof. Multi 
output an 


future as budget or electrical requirem 


Many SunWize Grid-Tie Systems are ce 
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and safe operation compliant to the N 
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ar Energy Center (FSEC) for hi 
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gh quality, reliable 
EC. The FSEC 


certificate is useful for permitting and field inspections 


of installed systems. Contact us and fin 


d out how we can 


help your business. Be successful, choose SunWize! 


OFFICES THROUGHOUT THE US AND CANADA 
800.817.6527 - info@sunwize.com » www.sunwize.com 


SunWize 


Reliable People ::: Reliable Products ::: Reliable Power! 


Harvest the: power of 


the S 


Stiebel Eltron manufactures all the tools you 
need for a successful thermal solar harvest. 
And we've been doing so since 1976. 


Season after season, 
the sun gives its light to the earth, 
allowing life to bloom. 


Every day a limitless crop of free, 
clean energy reaches our planet. 


From our highly efficient flat plate collectors and 
storage tanks to our complete line of mounting 
hardware, pump stations, controllers, and 
accessories, we have it all. 


STIEBEL ELTRON 


2x SOL 25 PLUS 


Flat Plate Collectors STIEBEL ELTRON 
Pump station with Simply the Best 


— SOM 6 Controller 
ig 800-582-8423 
~ Because every installation is 
different, we have a full line of 17 West Street 


ic SOLKITS and mounting 
hardware kits available. All 


West Hatfield, MA 01088 


SBB 300 Plus Storage Tank components and accessories are op info@stiebel-eltron-usa.com 
available for individual sale. 


www.stiebel-eltron-usa.com 


Power Transmission 


by Jerry Ostermeier & Joe Schwartz 


When people dive into developing hydro-electric systems, a lot of thought goes into 
diverting debris-free water from the creek and sizing the pipeline to carry it from 
the intake to the turbine. Both of these topics have been covered in recent issues of 


Home Power (HP124 & HP125). 


Designing the electrical side of your hydro system deserves equal attention. When it 
comes to transmitting and regulating the energy generated by your hydro turbine, 
making the right design choices for your site will result in maximum energy 


production and minimize up-front costs. 
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One of the smaller turbines from Canyon 
Industries, this 16 KW Pelton unit powers 
120 and 240 VAC loads directly without 
batteries or inverters. 


Choosing a hydro turbine with the optimal mechanical 
characteristics (runner type and flow capacity) for your 
particular application is an important step in system design. 
So is designing the ideal intake and penstock setup. But all 
these will be for naught if the electrical side of your system is 
poorly thought-out. 


Turbine Output Options 

There are two basic types of hydroelectric turbines—high- 
power AC-direct plants and low-power DC or AC/DC 
turbines. Generally, high-power AC direct turbines are 
suitable for sites that have enough hydro potential to meet 
the peak demand of the combined electrical load on the 
system—most or all of the appliances running at once. 
Appropriate sites often have high flow rates (think cubic feet 


Alternative Power & Machine 
manufactures a variety of turbines that 
produce up to 3.3 KW and transmit up to 
480 volts AC or DC. 


The Harris Hydro Pelton turbine uses a 

permanent-magnet alternator to produce 

up to 2.5 KW and transmits at 12, 24, 
or 48 VDC. 


per second rather than gallons per minute). In a residential 
application, and depending on the water source and site 
characteristics, these turbines may generate from 4 to 15 KW 
(or more) continuously. Batteries are not necessary in these 
systems. Instead, the turbine produces 120 or 240 VAC at 
a controlled frequency (60 hertz in the United States) and 
output is fed directly to the electrical loads. Any excess 
power output beyond what the appliances require is routed 
to an electrical diversion load, typically either a water- or air- 
heating element. 

Since most people don’t live on a property with enough 
hydro potential for a high-power AC-direct turbine, the 
majority of residential hydro systems utilize low-power 
DC or AC/DC units. The output of this range of turbines 
may be from 100 to 1,500 W (and up) depending on the 
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produces up to 3.4 KW. It can be used with a 


& Regulation Considerations 


hydro resource. In most cases, the turbine charges a battery 
bank, and an inverter (instead of the turbine itself) is sized 
to meet the peak electrical demand. Another relatively 
new design approach using low-power turbines in grid- 
tied applications involves coupling the turbine with a 
batteryless inverter that, in turn, synchronizes system 
output with the utility grid (see page 48 of this issue for 
more information). 

Low-power turbines are available in an array of output 
voltages, 12 to 120 VDC, and 120 to 480 VAC. The ideal turbine 
voltage for a given site will depend on the transmission 


The Nautilus Francis-style turbine is 
designed for low-head applications and 


variety of generators and voltages. 


distance between the turbine and the batteries. It’s important 
to note that the output of low-power turbines at higher 
voltages (120 to 480 VDC) is almost always three-phase 
and the frequency will vary with the rotational speed of the 
turbine. Unlike high-power AC-direct turbines, the electricity 
generated is not compatible with your electrical loads without 
some additional power processing—the variable frequency 
three-phase AC output is rectified (converted) to DC and 
used to charge batteries. 


Transmission Basics 

If your turbine will be located within a couple of hundred 
feet of your home, you are fortunate—your wire routing, wire 
sizing, and associated costs will be relatively easy to deal with. 
But in many situations, geographic circumstances necessitate 


www.homepower.com 


The Hi Power hydro unit matches a 
Harris Pelton turbine to an induction motor 
to generate wild three-phase AC at 
up to 480 V, and 3.6 KW. 


locating the turbine far from where the electrical energy needs 
to end up. Transmission distances of 1,000 feet are common, 
and distances up to 1 mile or more are surmountable with 
today’s hydro and control technology. 

Similar to penstock design, longer wire runs require 
larger diameter wiring—the pipeline for electrical energy. 
The power equation (watts = volts x amps) shows us 
that voltage and current share an inverse relationship to 
each other. Higher turbine/transmission voltage results 
in lower amperage for the same amount of power (watts). 
Lower amperage means less energy loss in transmission 


Energy Systems & Design turgo 
turbines use permanent-magnet 
alternators to produce up to 1 KW 
at 12 to 240 VDC. 


and smaller-diameter (and therefore, less costly) wire 
can be used. To drive the point home, take a look at the 
Conductor Sizing table. The transmission distances, wire 
sizes, and conductor costs are based on a turbine output 
of 500 W. 

Higher-voltage transmission strategies will keep wire 
costs down, and allow you to site the turbine farther from 
the electrical loads, which may also give you access to 
additional vertical drop (and power output) along the 
stream course. In the field, most hydro system installers 
end up making a lot of trade-off decisions based on cost, 
topography, the amount of energy that’s required, and 
the distance between the turbine and the batteries. For 
example, siting the hydro plant a little closer to the house 
may shorten the wiring run enough to make it affordable, 


r 4°) 


hydro transmission 


and not result in a significant reduction in turbine output. 
Or maybe an extra 50 feet of cable will make it possible to 
move the whole penstock upstream far enough to use a 
natural spillway for an intake. The bottom line is that there 
is a lot of give-and-take during the design process. This 
is where experience-based advice will result in optimal 
system production. 


Conductor Sizing 
for 500-Watt Turbine 


100 Ft. to Batteries 


Conductor 
Turbine Gauge Needed Conductors Total Wire 
Voltage (AWG) Phase Needed Cost 
12 0000 Single 2 $960 
24 2 Single 2 230 
48 8 Single 2 78 
120 14 Three 3 30 
240 14 Three 3} 30 
480 14 Three 3 30 
500 Ft. to Batteries 
12 = Single 2 * 
24 * Single 2 z 
48 2 Single 2 $1,150 
120 12 Three cs 240 
240 14 Three 3} 150 
480 14 Three 3 150 
1,000 Ft. to Batteries 
12 * Single 2 - 
24 * Single 2 z 
48 00 Single 2 $4,800 
120 10 Three 3} 690 
240 14 Three 3} 300 
480 14 Three 3 300 
2,500 Ft. to Batteries 
12 = Single 2 - 
24 * Single 2 7 
48 * Single 2 i 
120 6 Three 3 $4,275 
240 2 Three 3 1,200 
480 14 Three 3} 750 
5,000 Ft. to Batteries 
12 = Single 2 ii 
24 = Single 2 2 
48 = Single 2D) i 
120 2 Three 3 $17,250 
240 8 Three 3 5,850 
480 14 Three 3 1,500 


Notes: *Sizes larger than 0000 AWG not viable due to expense. All 
sizing for 5% maximum voltage drop. Prices for THHN/THWN copper 
conductors. Ground wire & conduit not included in cost. 14 AWG is 
smallest wire size recommended. 


Turbine-Specific Strategies 

Before you get to work installing your hydro system, make 
sure you're up to speed on all of the available turbine 
and transmission options. The most common approaches 
are listed below, and the specific characteristics of your 
site—primarily how far you need to move the energy 
generated—will be the main driver in your transmission 
design. 


Low-voltage DC. If your turbine will be located within a 
few hundred feet of your home, choosing a hydro plant with 
output at the nominal voltage of the battery bank (12 to 48 
VDC) is the simplest approach. Some home-scale hydro 
plants use generators that produce low-voltage DC directly. 
But most modern turbines have brushless permanent-magnet 
alternators that produce wild three-phase AC, which is 
rectified to DC at the turbine. The output of both turbine 
types can be routed right to the battery bank without further 
processing or conversion. 


High-voltage DC. Some manufacturers offer turbines with 
DC output voltages above the standard battery voltage in 
most modern residential systems (48 V). The higher the 
transmission voltage, the smaller the wire size required. 
At the battery bank, a maximum power point tracking 
(MPPT) controller with voltage step-down functionality can 
convert the higher transmission voltage down to the nominal 
voltage at the battery, just like it’s done in many battery- 
based PV systems. UL-listed controllers manufactured by 
Apollo, OutBack Power Systems, and Xantrex all have this 
functionality. 

While high-voltage DC transmission is an option to 
consider, the controllers needed to step down the voltage 
are sophisticated and relatively expensive electronic devices. 
Most importantly, they will be damaged if they’re subjected 
to voltages that are higher than they are designed to handle. 
Most of these controllers max out at 140 to 150 VDC open 
circuit. If the hydro turbine ever generated a greater voltage, 
or a breaker was inadvertently shut off, allowing the turbine 
to overspeed, the controllers will be damaged. Because of 
this, the simplicity of using a high-voltage alternator with a 
step-down transformer at the battery may be preferable— 
reliability is better, net efficiency is about the same, and the 
cost is less. 


Wild three-phase. If you’re facing a long wire run 
between the turbine and the batteries, one option is to 
purchase a turbine with a high-voltage alternator and 
transmit the three-phase AC output over the wire run. 
At the battery bank, a transformer drops the AC voltage 
down to the battery voltage, and it is rectified to DC for 
battery charging. A transformer/rectifier used in this 
application will typically have a conversion efficiency 
of about 90%. This approach will require a third power 
conductor for the third-phase, but is almost always cost- 
effective compared to DC transmission due to the smaller 
wire size required. Turbines with AC output voltages 
between 120 and 480 V are available. 
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hydro transmission 


Low-Voltage 
DC Transmission 


High-Voltage 
AC Transmission 


. . Transformer: i : 
Main Transmission saiascal MainTransmission Stepped down cae roe 
Distance Resistance Distance om Fla ile pc Resistance 
heating 3 9 heating 
element —=+] element 
Se) 
CH) 
ee 
Batteries: WOW Batteries: 
To DC loads To DC loads 
Turbine: Fi 4 or inverter Turbine: Diversion or inverter 
Low-voltage DC, Sie ei High-voltage, Controller 


rectified at alternator 


Note: System grounds and other 
necessary safety components not shown. 


AC-coupled systems. The vast majority of off-grid systems 
are DC coupled—PV arrays, and wind and hydro turbines 
ultimately feed DC to the battery bank. In contrast, AC 
coupling uses one or more batteryless inverters to parallel 
charging sources on the AC side of the system. An additional 
battery-based inverter sets a baseline voltage and frequency 
to which the batteryless inverters synchronize. In an AC 
coupled hydro application, a dedicated batteryless inverter 
can be located at the turbine. The inverter’s 120 or 240 VAC 
output will in turn be synchronized with the AC waveform 


MPPT controllers, like 
OutBack’s Flexmax, 

can step down high- 
transmission voltage to 
match the nominal battery 
voltage. 


three-phase, wild AC 


Hydro Wiring Tips 


Bury It. Local codes may vary, but, typically, conductors 
in conduit need to be buried 18 inches deep, and direct- 
burial runs need 30 inches of cover. 


Protect It. Running wire without conduit on top of the 
ground may be tempting, but it is a bad idea for the safety 
of critters (two-leggeds included) and the cable. Any depth 
of burial is preferable to none, with or without conduit. 
In addition, breakers should be installed to protect the 
wiring in the event of a short circuit. Always size the 
breakers based on the wire’s rated amperage. Because 
the conductor size is specified with voltage drop over a 
long transmission run in mind, the ampacity rating of the 
conductors usually ends up being significantly higher than 
the actual amperage generated by the turbine. Because of 
this, you can often use a breaker that’s two times the 
turbine amperage, which will eliminate nuisance breaker 
tripping, and minimize the possibility of the breaker 
tripping and allowing the turbine to overspeed. 


Ground It. Hydro turbines can produce lethal voltages 
and should be grounded to minimize risk. Drive a 
ground rod at the hydro plant and connect it to the 
ground terminal provided on the turbine. A dedicated 
equipment-ground conductor should be run along with 
the power transmission wiring so your entire system is 
bonded and has the same voltage potential to ground. In 
lightning-prone areas, it’s a good idea to include surge 
protectors at each end of the transmission run. 


Don’t Bond It. Do not connect the negative power 
conductor to the equipment ground at the hydro turbine. 
The NEC requires that only one negative-to-ground 
bond exists on the DC side of the system. This should 
only be done at the DC breaker panel located near the 
inverters and battery bank. Some low-cost hydro plants 
use modified automotive generators that are already 
grounded to negative, which puts the generator at risk 
if there’s a close lightning strike and can also result in 
a ground differential throughout the power system that 
may damage components. 
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hydro transmission 


of the battery-based inverter. While this approach is still 
uncommon in single-household off-grid applications, it does 
offer some potential advantages in village-scale applications, 
or when a single battery-based system is charged by multiple 
power sources that are not located close to one another. 
Because multiple inverters are required, AC-coupled systems 
are usually more expensive. The main advantage is that, in 
some cases, this type of system can overcome design hurdles 
that a DC-coupled system can’t. 


Conductors, Conduit 
& Connections 


Conductors. Two main kinds of conductors can be 
used for the transmission run—aluminum and copper. 
Aluminum has more than 1.6 times the resistance per 
gauge (diameter) than copper. Because of the higher 
resistance compared to copper, aluminum requires a 
larger wire size to handle a given amount of current. 
Even so, aluminum conductors can still be less expensive 
than copper depending upon current metal prices. 


If the wiring will be run in conduit, larger wire size means 
larger conduit and increased overall cost. Aluminum 
wire is stiff and more difficult to pull through conduit and 
route into electrical boxes, and is not flexible enough 
for direct connection to the power terminals of most 
hydro plants. Finally, moisture has a greater corrosive 
effect on aluminum than copper. If conductors rated for 
direct burial are used, aluminum wiring will be more 
susceptible to damage if a wire is nicked. For all these 
reasons, copper is the preferred choice. For direct burial, 
the wire type should be USE, RHW, or UF. In conduit, 
THHN/THWN is typically used. 


Conduit. Using wire rated for direct burial is tempting 
for hydro systems with long transmission runs, since 
skipping the conduit means less expense up-front, and 
makes installation a bit faster. However, protecting the 
conductors in conduit is recommended. In the case of 
direct burial, unless care is taken to bed the conductors in 
sand and remove rocks that might come in contact with 
the cable, damage can occur during backfilling. Trust 
us—trying to locate a broken conductor in a 1,000-foot 
wire run buried 30 inches deep isn’t something you want 
to experience. In addition, it’s desirable to use conduit 
for high-voltage transmission runs so there’s one more 
layer of protection for both the conductors, and for 
anyone that might inadvertently come into contact with 
them. 


Connections. For making electrical connections at the 
turbine, soldered copper-lug connectors are ideal. If 
the transmission run is aluminum, use a short length 
of copper wire from the turbine’s output terminals to a 
junction box, where split bolts can be used to join to the 
aluminum and copper conductors. Apply a corrosion 
inhibitor wherever dissimilar metals are joined. Wound- 
field hydro turbines (which use modified vehicle 
alternators) have electrical terminals that are somewhat 
exposed, so caution is advised when servicing them. 


Shawn Schreiner 


Diversion controllers, like 
Morningstar’s TriStar, divert excess 
energy to a dump load when 

batteries are at full charge. 


Voltage Control 

Because hydro turbines run 24 hours a day, most systems 
produce a lot of energy. As a result, the battery bank spends 
much of the time completely charged and in float mode. To 
keep the batteries from being overcharged, voltage control 
is required. Unlike PV arrays, hydro plants must remain 
electrically loaded at all times to keep both the turbine’s 
rpm and the peak output voltage in check. That means that 
series-type voltage regulators, like the one in your car, cannot 
be used because they simply open the circuit when they hit 
their voltage set point. In a car, this isn’t an issue because the 
alternator speed is limited by engine speed—but hydro plants 
have no such limitation. 


Diversion loads are usually electric heating elements to dump 
excess energy in the form of heat to air (left) or water (right). 
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Courtesy Hi Power 


Transformer/rectifier units convert high-voltage, wild three- 
phase AC hydro turbine output to lower-voltage DC for battery 
charging. This package, manufactured by Hi Power, includes 
overcurrent protection, an amp meter, and terminal strips for 
system wiring. 


Electrically unloaded, a hydro turbine’s rpm will almost 
double, and output voltage may triple. Most turbines 
can handle the increased rpm, but the extremely high 
output voltage will destroy system controls. To avoid this 
scenario, hydro systems rely on diversion controllers that 
shunt (route) the turbine’s output to a diversion load when 
the battery bank is fully charged. The TriStar controller 
manufactured by Morningstar is a very popular diversion 
controller, as are the C-series controllers manufactured 
by Xantrex. MPPT controllers manufactured by Apollo, 
OutBack, and Xantrex all have an auxiliary output-control 
feature that’s capable of driving a separate high-current 
relay to shunt excess power to the diversion loads. In 
addition, several battery-based inverter models feature 
auxiliary control functionality. 

In off-grid hydro systems, resistive loads like water- 
or air-heating elements are used to dissipate excess 
energy. These diversion loads are usually sized to handle 
the turbine’s full power output. The National Electrical 
Code (NEC) requires a second independent diversion 
setup to protect the battery bank from overcharging if 
one controller fails. One common approach is to use a 
dedicated controller and water- or air-heating element as 
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the primary diversion system. The secondary diversion 
setup can utilize the inverter’s auxiliary output and a 
relay to dump AC power to a standard 120-volt space 
heater. 

In battery-based grid-tie applications, the grid 
functions as the primary diversion load, with excess 
hydro-generated energy fed back via a utility-interactive 
inverter. But even grid-tied systems require a separate, 
dedicated diversion controller and load as a backup. 
Without it, in the event of a utility outage, the system’s 
battery bank would still be vulnerable to overcharging 
since the primary diversion load (the grid) is no longer 
available. 


The Best Approach for Your Site 

There are a lot of design options to consider when it 
comes to the electric side of your hydro-electric system. 
Every site is different, and many pitfalls and unnecessary 
expenses can be avoided by getting some expert help 
when the time comes. Most hydro manufacturers are 
willing to work hand-in-hand with the customer or 
a professional installer to design a safe, durable, and 
efficient system that will not only work, but also work 
hard for years to come. 


Access 

Jerry Ostermeier (altpower@grantspass.com) owns Alternative 
Power & Machine in Grants Pass, Oregon (541-476-8916 e 
www.apmhydro.com). He has been designing and installing 
microhydro and off-grid power systems since 1979. He also 
manufactures a user-friendly residential-scale microhydro 
turbine. 


Joe Schwartz (joe.schwartz@homepower.com), Home Power's 
CEO and editor, lives off grid outside of Ashland, Oregon. While PV 
currently supplies all the electricity for his homestead, there’s a hydro 
site, with 140 feet of vertical drop (and an 1,800-foot transmission 
distance), waiting to be developed. 


Hydro Turbine Manufacturers: 

Alternative Power & Machine ® www.apmhydro.com 
Canyon Hydro * www.canyonhydro.com 

Energy Systems & Design ® www.microhydropower.com 
Harris Hydro ¢ 707-986-7771 

Hi Power ® www.hipowerhydro.com 

Diversion Controller Manufacturers: 

Morningstar Inc. © www.morningstarcorp.com 

Xantrex © www.xantrex.com 

MPPT Controllers with Auxiliary Output Functionality: 
Apollo Solar ¢ www.apollosolar.com 

OutBack Power Systems * www.outbackpower.com 


Xantrex ® www.xantrex.com 
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Solar Hot Water Systems 
Evacuated Tube ¢ 


Solar Collectors 


Flat Plate 
solar Collectors | 
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FEATURED PRODUCTS Solar Hot Water 
SunMaxx-25 Salo Stroage Tanks 
SunMaxx-30 $ 1,399.00 


SunMaxx-TS20 $ 1,195.00 

Plate & Tube 
SunMaxx-TS30 $ 1,395.95 
40 Gallon Storage Tank $ 900.00 ™ Heat Exchangers 


80 Gallon Storage Tank $ 1,800.00 


# §=Circulator Pumps 
Controllers & More 
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Online @ 
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alternative energy store 


www.altenergystore.com 
_ Shop online 24/7 or call now (M-F, 9AM-7PM EST) 
Toll-free: 1.877.878.4060 or Direct: +1.978.562.5858 


store | 


_ Learn about Renewable Energy 
with our new Webinars! 


# Renewable Energy Basics « Solar Air Heating Basics * Solar Electricity Basics * More to come! 


Xantrex 
XW Solar Charge 
Controller MPPT 


Get the max current possible 
from your PV array and be sure 
your batteries are charged to 
their full potential and maintain 
their expected battery life! 


$525 
SunMate™ Hot Air Solar Panel 


Reduce your home heating costs 

by as much as 30%. An ideal 
choice for homeowners that want an 
environmentally friendly, low-cost 
air heating option. Made in USA. 


$1,760 
~ Solar Hot Water Systems 


Save 50-80% on your hot water bill by installing 
a solar water heating 
system that can pay for 
itself within 5 years! We 
have a variety of systems 
to choose from including 
AET, Heliodyne and 
Solar Roofs. 


“Making renewable do-able” 


visit our website to 
learn more! 


The Alternative Energy Store is 
the premiere retailer of renewable 
energy goods. We provide not only 
the expertise and the technical 
service the Do-It-Yourselfer needs, 
but also a place for learning & 
sharing with others who have 
the same passion. 
We make renewable do-able. 


Voltaic Systems 
Solar Packs 


Back to school backpacks! 
Functional, very cool and 
green! It’s a mobile power 
source you can carry your 
lunch in! 


starting at $1 79 


Great Prices * Friendly Service * FREE Online Educational Material « 


Now available online at: http://learn.altenergystore.com. Sign up today! 
Remember to use code HP126 for an extra discount! 


Apollo Solar 


T-80 MPPT Charge Controller 


What a workhorse! The T80 TurboCharger 
integrates Maximum Power Point Tracking, 
battery charge management, state of charge 
information and communications 
into a single device. With 80 Amps 
continuous output at up to 40°C 
(104°F) ambient temperature, the 
T80 has the largest capacity in the 


» industry by over 30%. 
$723 


\. Southwest Windpower 
: Air Breeze Wind Turbine 


Quieter, more efficient, and 
precision engineered to 
/\ deliver more energy at lower 
) wind speeds than any other 
] wind generator in its class! 


starting at $597 


Solar Panels 


Call today for updated pricing and 
availability on your favorite solar 
module brands! 


Jevergreensolar Se) KYOCERA 
SANYO Orr 


We even have... 


Alt-E Staff-Designed 
Off-Grid Residential Packages 


We make getting 
started with off-grid 
affordable! 


starting at $7,984 


NEW Renewable Energy Training Classes & Webinars 
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OFF THE 
BEATEN 
PATH 


by Jonathan Mingle 


he last few steps to Zealand Falls 

Hut are steep and can be taxing. 

With each push up the stone 
staircase, your legs seem to grow 
heavier while your knees and joints 
whisper a plea for mercy. Motivating 
you at every turn? A cooling breeze 
sweeping down from Mount Hale, 
the warm sun breaking through the 
afternoon clouds, and the soothing 
sound of Whitewall Brook. But the 
ultimate reward after the journey: 
Resting your weary bones in a warm, 
well-appointed hut powered by the 
same elements that kept you inspired 
every step of the way—wind, sun, 
and water. 


Perched on a mountainside deep in the White Mountain 
National Forest (WMNF) of New Hampshire, Zealand Falls 
Hut is one of eight off-grid alpine huts spaced roughly a day’s 
walk apart on the Appalachian Trail and operated by the 
Appalachian Mountain Club (AMC). Ranging from altitudes 
of 2,700 to 5,050 feet, and built to accommodate anywhere 
from 36 to 90 people, the huts host more than 40,000 guests 
each year. 

For the past 120 years, since the first hut was built at 
Madison Spring, these mountain refuges have imparted 


backcountry hospitality to hikers in the White Mountains. 
AMC staff assist hikers and maintain the facility year-round. 
During the busy full-service season from late spring to early 
fall, an enthusiastic crew prepares warm meals. The rest of the 
year, three of the huts, including Zealand Falls, stay open on 
a self-service basis, staffed by a caretaker. 

In the past, the huts relied on propane and kerosene for 
water heating, cooking, and lighting. But in recent decades, 
the AMC has come to embrace renewable energy systems 
as part of its mission to “promote the protection, enjoyment, 
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and wise use of the mountains, rivers, and trails of the 
Appalachian region.” 

Today, a variety of RE strategies and energy-efficient 
appliances help provide comfortable accommodations for 
guests and crews. Although propane is still used for cooking, 
some refrigeration, and backup generators, solar and wind 
systems now generate electricity for the huts’ emergency radio 
systems, water pumping, most refrigeration, and lighting. At 
Zealand Falls, a microhydro system also lends to the cause. 


Grounds for RE 


The operating context of the AMC high-country huts gives 
new resonance to the term “off grid.” Each hut is 2 to 5 miles 
from the nearest road, nestled deep in the forest or squatting 
high on exposed ridges, in an area that gets some of the worst 
weather in the country. Moving supplies to such remote 
locations is costly and difficult, especially since there are only 
two ways to bring provisions in and out—by helicopter or on 
the sturdy backs of AMC staff. 


Left: In New Hampshire’s White Mountains, year-round 
cascading streams abound—perfect sources for hydro- 
electricity. 


Right: A roof-mounted wind turbine on Greenleaf Hut looks 
west toward Cannon Mountain. 


Below: The Lakes of the Clouds Hut is perched at 5,012 feet on 
the southwest shoulder of Mt. Washington. 


remote AE 


“With the remote location of our huts and operations, 
we need to work with what we have to make sure the huts 
operate comfortably for our guests,” says Eric Pedersen, the 
AMC’s huts manager and a former hut crew leader. “That 
means we have to be creative in how we get energy.” 

In the past, helicopters made dozens of trips each 
year to fly in full propane tanks and fly out empties, in 
addition to ferrying food and other supplies. Referred 
to as “bombs” by AMC hut crews, the tanks are heavy 
and unwieldy, and loading and unloading them from 
the helicopter’s net can be a delicate process. Hiring the 
helicopter and pilot costs about $1,250 per hour, and 
rising fuel and insurance costs are driving this number 
higher each year. Some propane is necessary to operate 
the huts, but minimizing its use made sense both for the 
budget and risk-management. The risk, coupled with 
the close proximity of the huts to federally designated 
wilderness areas, was a key factor in the AMC’s decision 
to invest in renewable energy systems. 
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The RE Path AMC Huts’ Sustainable 
Although the electrical loads at each hut Technologies 
are pretty minimal, a few are critical either ; : 
Re Ae se aaa Hut Electricity eating. Electricity Elst tneliy Tote 
system; water pumps; and a radio system 
for communication with AMC headquarters, Caner gon 2 u A 
Forest Service personnel, and emergency Galehead v v v 
response units. Other loads include Greenleaf Vv Vv v 
refrigerators, compact fluorescent lights, Lakes of the Clouds Vv V 
and small fans to ventilate the composting Ponescmenle Wi, a v 
toilets. ; - 

The AMC’s first step into renewable Madison Spring dl ¥ 
energy came in the early 1980s, when staff Mizpah Spring Vv Vv v 
members rigged a microhydro setup at Zealand Falls Vv Vv Vv v 


Zealand Falls. This makeshift system ran 
for several years before falling out of use. 
Staff later swapped out the system’s original 
120-volt AC alternator for a 12-volt DC one 
for battery charging. The microhydro system now puts out 
a steady 300 W, or 7.2 KWH per day, from May through 
October. 

In the late 1980s, the AMC made the leap to solar 
electricity, hooking up small PV modules directly to chargers 
for batteries used by the radios. Small-scale success led to 
the installation of larger systems at the Mizpah Spring and 
Madison Spring huts in 1988 and 1989, respectively. Today, 
all eight huts have PV systems, ranging in size from 340 watts 
to 900 watts. 

Six of the huts supplement their solar electricity with 
energy from small roof-mounted wind turbines (Southwest 
Windpower’s Air 303s or the newer AirXs). Roof mounting 
a turbine is rarely recommended because of noise, vibration, 
and turbulence issues, and very importantly, the turbine 
will rarely be high enough above surrounding objects to 
produce meaningful energy. But for the huts’ extremely 


Over the years, renewable energy sources have reduced the 
AMC huts’ reliance on propane. 
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Courtesy Lori Duff 


windy wilderness settings and the lack of staff with tall- 
tower and turbine maintenance experience, roof mounts 
made sense. 

All of the huts get significant winds, but none as extreme 
as those which bear down on the two huts above the treeline 
in the Presidential Range—Madison Spring and Lakes of 
the Clouds. In fact, several turbines have been blown off 
the roof of the Lakes of the Clouds hut, which sits on the 
rocky shoulder of Mt. Washington, the highest mountain in 
the Northeast and site of the highest recorded winds on the 
planet (231 mph). The AMC budgets for an average lifetime of 
two years for a wind turbine at Lakes, compared to 10 years 
at a hut like Zealand Falls. 

For energy storage, most huts use a bank of deep-cycle, 
lead-acid batteries. Charge controllers moderate the energy 
input from the PV modules to prevent battery overcharge. 
During cloudy weather, propane-powered, 8-horsepower 


(continued on page 80) 


Propane lighting has been replaced with energy-efficient 
compact fluorescents powered by renewables. 
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Zealand Falls Renewable Energy Systems 


During the full-service summer season, Zealand Falls Hut accommodates up to 
250 guests and five crew members each week. Renewable energy systems provide 
electricity for refrigeration, lighting, the composting toilets’ ventilation fans, and 
a radio and fire alarm system. The combined electrical demand adds up to about 
1.8 KWH per day. 


Solar. Four 85-watt PV modules contribute to the total system 
output. The small array, tilted at 40 degrees and oriented south toward 
the dramatic Zealand Notch, sits on the roof of a nearby outbuilding. 
Along with some generator and propane use, the PV and wind systems 
are the primary power sources in the wintertime, when the microhydro 
system is off line. 


Courtesy Jonathan Mingle 


Wind. A Southwest Windpower Air 303 turbine sits about 10 feet 
above the roof ridge, mounted on a pole bolted to the back of the hut. 
The hut is located in a small, sloped clearing, and the turbine is squarely 
in the wind path from all directions except south, where trees tower 
above the hut. In winter, when loads are reduced and the microhydro 
system is down, the micro-wind turbine and PV array typically provide 
ample energy to keep the batteries charged, but occasionally, the staff 
may need to run the backup generator during cloudy spells. 


Courtesy Lori Duff 


Hydro. The microhydro system starts in one of Whitewall Brook’s 
deep pools, a few hundred yards above the hut. An intake pipe brings 
water into a metal tank fitted with a screen to keep out debris. An 
intake valve lets staff control the water level in the tank, and shut off 
flow during storms or maintenance. The homebuilt turbine sits about 
a quarter-mile below the intake point, in a small shed about 10 yards 
from the stream. A buried pipe runs from the intake tank parallel to the 
brook, and down to the turbine. The 100 psi water passes through a 
nozzle, directing a jet of water at a 6-inch-diameter Pelton wheel. The 
wheel drives a car alternator, which sends energy to the hut’s battery 
bank. Once the water has run through the turbine, gravity returns it to 
the stream. 


The microhydro system puts out 300 watts continuously from May 
until the freezing of the brook forces a shutdown in mid to late fall. 
With an average output of 7.2 KWH per day, the system provides 
more than three times as much as the hut needs for its critical loads 
during peak usage. Excess power is diverted to a heating element that 
preheats water that’s routed through the hut’s on-demand, propane- 
fueled water heater. 


Courtesy www.outdoors.org 


Hydropower is also harnessed for another crucial need—providing 
drinking water for the crew and guests. From May to October, the 
energy of the brook is used to mechanically pump well water into a 
500-gallon storage tank. Water is diverted from the main penstock to 
drive a separate 6-inch-diameter Pelton wheel with two 1/4-inch nozzles 
with 30 psi of pressure behind them. This “water motor” drives a 
piston pump, bringing up deep well-water at about 0.5 gallons per 
minute. For caretakers and crew who have had to hand-pump enough 
water for a full house of close to 40 people, this apparatus—dubbed the 
“salad shooter”—is a thing of beauty. 


Together, the PV, wind, and microhydro systems charge a 12-volt bank 
of 10 Trojan L16 lead-acid batteries, with 1,950 amp-hours of storage. 
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backup generators feed the electrical loads and recharge the 
batteries with Xantrex inverter /chargers. 

Crew members diligently check the TriMetric state-of- 
charge battery monitors throughout the day, and minimize 
unnecessary use of electric lights and small appliances. 
Typically cool weather reduces the energy demand of the 
highly efficient Sun Frost DC refrigerators. For the better 
part of the year, the PV and wind systems provide more than 
enough energy to power the critical hut loads during the 
summer's peak visitor season. 


More Than Room & Board 

In 2006, hut crews started leading guests on “green tech 
tours” to explain the renewable energy systems and other 
sustainable technologies, such as the composting toilets, 
compact fluorescent lighting, and food composting systems. 
For many visitors, it’s their first exposure to these sustainable 
technologies and approaches to waste management. “Most 
people are surprised at how much we do with how little, 
and how sustainable we are,” notes Pedersen. “They say 
how they never would have learned about renewable energy 
technologies if they hadn’t gone to the huts.” 

Since the first simple stone hut was built in 1888—just six 
years after Thomas Edison opened his first power generating 
station in Manhattan—the hut system has evolved to strike 
a fine balance between encouraging conservation through 


Zealand Falis Hut 
Summer Loads 


Load Watts Hrs./Day WH/Day 
Sun Frost refrigerator-freezer, 
RE19 75 10 750 
18 CFL 12 W lights 216 3 648 
Two composting toilet 10 2A 240 
ventilation fans 
Radios & fire alarms 3 24 72 


Total WH/Day 1,710 


recreation, and putting conservation and clean energy 
generation into real practice. Renewable energy has become 
an integral part in achieving both. These systems, says 
Pedersen, “show the AMC’s mission of moving forward, with 
low impact, while keeping the tradition of the huts alive.” 


Access 

Jonathan Mingle (mingle@berkeley.edu) is a master’s degree 
candidate in the Energy and Resources Group at the University of 
California—Berkeley. He is a former Zealand Falls Hut caretaker. 


Appalachian Mountain Club ¢ 800-372-1758 ¢ www.outdoors.org 


BACKWOODS 


Solar Electric Systems 


For an earth restored and a world at peace. 


Solar ¢ Wind ¢ Hydro 


Specializing in Independent Electric Power for the Remote Home 

where utility power is not available. For 30 years, your questions have 

been personally answered by the good folks at Backwoods Solar that use 
these products everyday. Each Backwoods Solar employee owns and 
operates an off-grid home powered by the solar, wind, and/or micro- 
hydro systems offered in our catalog. We know what works and how it 
works! Our catalog/planning guide teaches the basics of installing solar, 
wind and hydro electric residential power and we offer free system 

design service either by telephone, email, or your visit to Backwoods. 


CATALOG / PLANNING GUIDE 
Free to Home Power readers 


Visit us or write: 

Backwoods Solar Electric Systems, 
1589-HP Rapid Lightning Creek Rd, 
Sandpoint, Idaho 83864 USA 
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in the U.S.A. 


Phone: (208) 263-4290 ¢ Fax only (208) 265-4788 
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Low impedance.design with excellent char 
acceptance - no current limit with:controlled 
voltage, charging: 


Shockproof high impact reinforced case restrains bulging. 


Copper alloy corrosion free connections for maximum conductivity. 


Sun Xtender® Providing Safe, Reliable Power Solutions.Worldwide Since 1987 


rls cw f rt ne ad a: Power when you need it 
| ee.” > www.sunxtender.com 


Crafted for'quality in the U.S:A. 
Sun Xtender® Batteries are Ernaroimeertatly Friendly 
100% Recyclable 
i 4 E. | AS 9100,REV. B:2004 and 1S©*9001:2000 A\ 


NA 


Concorde Battery. Corporation phone 626-813-1234 fax 626-813-1235 “www.sunxtendericom 


Ms 
Off-grid or grid tied, MidNite Solar 
E-Panels save hundreds of dollars per 
installation. The XW E-Panel can save 
» enough money to pay for an additional 
PV panel. 


Features of the XW E-Panel: Now that’s justtoo much savings to pass up. 
Small size fits underneath inverter 


Dual 120/240 AC inputs 


120/240 utility AC output = 
Battery plus and minus busbars te 


PV plus and minus busbars 

250 amp 125VDC inverter breaker 

Direct connection to DC terminals 

AC input/output bypass 

AC input 1 disconnect 

AC input 2 disconnect 

Space for 7 din rail mount breakers 

Space for 6 panel mount breakers 

Neutral and ground busbars 

Knockouts and busbars for surge arresters 
Mounting for MPPT charge controllers 
Reversible door 

Wall mounting brackets 

500 amp shunt 
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installation in Oregon A triple stack in Hawaii using the A Positive Energy Installation in 
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A well designed renewable energy system is much more than a pile of hardware. 


We live on renewable energy, have 20 years of 
experience, and have established over 500 systems. 


Your best resource is a local pro. Tap into our network 
of qualified, competent Electron Connection associates 
across the country. 


Installing RE and looking for a competent distributor? 


Why talk to a sales technician when you can talk 

to an electrician? We know what works and how it 
works. We offer technical support, system design help, 
prompt shipment, fair pricing and NO BULL. Local 
referrals always. Electrical competence required. 
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WE PROVIDE COMPLETE SERVICE: 
e Solar 

e Wind 

¢ Micro-hydro 

e Water Pumping 

¢ Load Analysis 

¢ Local Site Survey 

e System Design & Installation 


¢ User Training & Tech Support 
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800.945.7587 toll free 
www.electronconnection.com online catalog 
P.O. Box 203, Hornbrook, CA 96044 U.S.A. ¢ Voice/Fax: 530.475.3401 ¢ E-mail: bob-o@electronconnection.com 
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How Tall is Too Tall? 


Maximizing the Return on Your Wind System 


by Brian Raichle & Brent Summerville 


While it looks lost in the trees, the ARE turbine in the distance is actually on a 165-foot, guyed lattice tower 
that places the turbine more than 40 feet above everything near enough to affect its exposure to the wind. 


question is often, “Which turbine?” The second question 
is, “What type and how tall of a tower?” The often- 
repeated mantra is that “taller is better,” but taller is also more 
expensive. So the more relevant question for most on-grid 
homeowners is, “What tower maximizes my energy output 


F:: a homeowner installing a wind generator, the first 


and the return on my investment?” It’s this question that we'll 
answer in this article. (See Access for more tower economics 
reading.) 

According to the experts, the bottom of a wind generator’s 
blades should be at least 30 feet above the tallest obstacle within 
500 feet—be it a tree, building, or ridge. For example, if the 
mature height of a grove of trees that sit 300 feet from your 
proposed tower site is 60 feet, the minimum height to the bottom 
of the rotor is 90 feet (60 + 30). For a wind turbine with 6-foot 
blades, the minimum tower height would be 96 feet (6 + 90). 

This rule applies to most locations, but not all. One exception 
is if you plan to site your turbine near an abrupt change in height 
of a continuous obstacle, such as a cliff or dense forest next to a 
field. In this case, you should allow not 500 feet, but 0.6 miles 
(1 km) for the “edge effect” to subside. 

Your tower must be tall enough to at least meet the 30/500 
rule. Violating this rule will put your generator in turbulent, 


low-speed wind, resulting in lower energy output, and 
increased wear and tear on the wind turbine from turbulent 
winds. 


Wind Shear 


Wind generators are installed on towers because the wind 
speed is always higher and there is less turbulence at increased 
heights above Earth’s surface. This is due to decreased friction 
between the moving air mass and Earth’s surface. As height 
above the surface increases, surface effects decrease and wind 
speed increases. This increase in wind speed with height is 
called wind shear. The most commonly used equation to 
represent the wind-shear model is a power law relationship: 


Vo a 


Vy 


Ho 
Hy 


In this formula, “V” represents wind velocity, and “H” 
represents height, with the subscript numbers representing a 
specific height and its wind speed. Alpha («) is the wind-shear 
coefficient—the wind speed increase with increasing height. 

Placing wind generators on taller towers exposes them to 
higher wind speeds and also reduces turbulence-induced wear 
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Wind-Shear Coefficients 


a Description 

0.1 Perfectly smooth (calm water) 

0.2 Flat grassland or low shrubs 

0.3 Trees or hills, buildings in area 

0.4 Close to trees or buildings 

0.5 Very close to trees or buildings 

0.6 Surrounded by tall trees or buildings 


and tear—and associated maintenance costs. Just as carpet 
creates more dragging friction than a polished hardwood 
floor, rough terrain causes more friction with the air than a 
smooth field. A smooth, flat topography (open fields; water) 
has a low wind-shear coefficient (a = 0.1 to 0.15), while a hilly, 
wooded, or developed region with lots of buildings will have 
a higher wind-shear coefficient (a = 0.3 to 0.6). Similarly, your 
turbine will experience higher wind shears if you don’t obey 
the 30/500 siting rule. Knowing the wind-shear coefficient at 
your tower site is key to evaluating tower economics. Read 


System Costs 
Bergey Excel-S 


Tower Height 

Manufacturer Tower Type (Ft.) Cost 

Bergey Monopole 120 $77,720 
Bergey Monopole 90 67,110 
Bergey Freestanding lattice 120 63,170 
Bergey Monopole 60 60,010 
Bergey Freestanding lattice 100 58,900 
Bergey Tilt-up lattice 100 58,600 
Bergey Tilt-up lattice 80 56,430 
Bergey Freestanding lattice 80 55,430 
Bergey Tilt-up lattice 60 55,210 
Bergey Freestanding lattice 60 52,660 
Bergey Guyed lattice 120 52,620 
Bergey Guyed lattice 100 50,900 
Bergey Guyed lattice 80 49,730 
Bergey Guyed lattice 60 48,960 

ARE110 

ARE Tilt-up tubular, 4 in. 127i $22,235 
ARE Tilt-up tubular, 4 in. 106 21,470 


ARE Tilt-up tubular, 4 in. 85 19,700 
ARE Tilt-up tubular, 4 in. 64 19,450 
ARE Tilt-up tubular, 4 in. 43 18,750 
Skystream 3.7 
ARE Tilt-up tubular, 5 in. W7/ $18,550 
ARE Tilt-up tubular, 5 in. 106 17,500 
ARE Tilt-up tubular, 5 in. 85 16,000 
SWWP Tilt-up tubular, 5 in. 70 15,000 
ARE Tilt-up tubular, 5 in. 64 14,600 
SWWP Monopole 45 13,750 
SWWP Monopole 34 12,250 
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Courtesy Dr. Nolan Clark 


height 


At this low wind-shear site, a 34-foot tower is all that’s needed 
to keep the Skystream in fairly nonturbulent wind. 


Paul Gipe’s book, Wind Power, or Mick Sagrillo’s article in 
HP40 for help in estimating your wind-shear coefficient (see 
Access). The Wind-Shear Coefficients table (above) gives 
general guidelines for estimating wind shear. 


Tower Types 

Your generator will sit on a tower, but what type? Be 
sure to follow the turbine manufacturer’s recommendations 
and select a reputable tower manufacturer and installer. 
Commonly available towers are tilt-up, fixed guyed, or 
freestanding (each including tubular or lattice types). (For 
more on tower types, see Ian Woofenden’s “Wind Generator 
Tower Basics” article in HP105.) Various combinations and 
permutations within these categories exist, but we'll review 
the economics of these tower types: tilt-up tubular, tilt-up 


tower height 


lattice, guyed lattice, freestanding lattice, and monopole, 
at heights ranging from 34 to 127 feet. The System Costs 
table provides basic information about the analyzed towers, 
including a full system cost for the given turbine and tower. 
To provide a useful example, we’ve compared the 
economics of installing three wind generators—Bergey 
Windpower’s Excel-S (22-foot-diameter rotor), Southwest 
Windpower’s Skystream 3.7 (12-foot-diameter rotor), and 
Abundant Renewable Energy’s ARE110 (11.8-foot-diameter 
rotor)—on readily available towers of different heights 
and in different wind-shear regimes. All machines are for 
batteryless, grid-tied systems. Economics are reported for 
an annual average wind speed of 11 mph at 33 feet (10 m) 
above ground level and at wind-shear coefficients of 0.1 to 0.6. 
Locations with different shears and the same annual average 
wind speed at 33 feet will have different wind speeds near the 
ground, with the low-shear location being much windier. 


Excel-S on Guyed Lattice 


Cost of Energy 
$0.25 


Return on Incremental Investment 


Calculating Wind Speed 
from Known Data 


Assume a Midwestern farm site, which is mostly flat 
grassland, has a wind-shear coefficient of 0.2 (a = 0.2) 
and your 50-foot-high anemometer (H1) has recorded an 
annual average wind speed of 15.6 mph (V1). 


What annual average wind speed (V2) can you expect at 
turbine hub height on a 75-foot tower (H2)? 


a 


j Vo= V4 


a 


75 ft. |? 


Hy 
50 ft. 


Ds 


» Vp =15.6 mph| 


The annual energy output—the 
number of KWH of energy the turbine 


5,000 


will produce in one year—was calculated 
using each turbine’s power curve 


(provided by the manufacturer) and a 


> 
28 
= _—— = © 4,000 
= = — typical distribution of wind speeds, with 
= a el | — 3 an average annual wind speed of 11 mph 
¢ $0.15 3 3 3,000 at 33 feet. The annual energy outputs 
3 i¢2 in KWH (assuming air density for an 
= $0.10 : ee 2,000 elevation of 1,000 feet) are shown on 
© 8 = the Annual Energy Output table on the 
i $0.05 a] £ 1,000 opposite page. 
= 6 System cost estimates include 
() 
x turbine, controller, inverter, tower, 
eae 80 100 120 60 to 80 80 to 100 iodio. 12g We “SOMKTEN, shipping, and 
Tower Height (Ft.) Tower Height Increase (Ft.) installation. These costs can vary 
significantly. 
o=0.1 o1=0.2 o=0.3 o=0.4 o=0.5 o=0.6 


Excel-S on Tilt-Up Lattice 
Cost of Energy 


Return on Incremental Investment 


The cost of energy in dollars per 
KWH was calculated by dividing the total 
system cost by the energy output over 
an estimated lifetime of 20 years. The 
original spreadsheets used to perform 
these calculations are available from the 


authors. 


Results—Excel-S 


The cost of energy (COE) in dollars 
per KWH was calculated for six wind- 
shear scenarios for the four available 


tower configurations: guyed lattice, tilt- 
up tubular, freestanding lattice, and 


monopole. These towers are available 
from Bergey Windpower at heights of 
60, 80, 90, 100, and 120 feet. The results 
are shown for an average annual wind 


$0.25 4,000 
> 

= $0.20 & 
= Me c 3,000 
= E 3 
#@ $0.15 ‘pp 8 
= 5 oO 
~~ a 
7 4 2 2,000 
bi $0.10 ae 
Pal 7 o os 
ES) a 
o os 
< 5 2 1.000 
LU $0.05 

: 2s 

32 ° 
$0.00 0 
60 80 100 60 to 80 
Tower Height (Ft.) 
a=0.1 O=0.2 a=0.3 a=0.4 


Tower Height Increase (Ft.) 


a=0.5 


80 to 100 sHeed of 11 mph at 33 feet. 


For guyed and tilt-up lattice towers 


a=0.6 (see graphs at left), the COE generally 
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tower height 
Annual Energy Output (in KWH) for Various Wind-Shear Coefficients 


Height Bergey Excel-S Skystream 3.7 ARE110 

(Ft.) a@=0.1 @=0.2 o=0.3 o=0.4 a=0.5 a=0.6 a=0.1 a=0.2 o=0.3 o=0.4 oF=0.5 o=0.6 o=0.1 o=0.2 ao=03 o=0.4 a=0.5 o=0.6 
34 = = = = = = 3,017 | 3,048 | 3,080 | 3,112 | 3,144 | 3,177 z = = z E = 
43 = = = = = = = = = = = = 4,262 | 4,549 | 4,848 | 5,157 | 5,476 | 5,804 
45 = = = = = = 3,269 | 3,569 | 3,885 | 4,217 | 4,563 | 4,922 = = = = = = 
60 11,506 | 13,369 | 15,423 | 17,649 | 20,021 | 22,497 - - - - - - - - - - - - 
64 = = = = oa = 3,604 | 4,294 | 5,048 | 5,854 | 6,696 | 7,554 || 4,688 | 5,455 | 6,278 | 7,140 | 8,022 | 8,900 
70 = = = = = = 3,692 | 4,490 | 5,367 | 6,302 | 7,271 | 8,240 = = = = = = 
80 12,369 | 15,321 | 18,651 | 22,260 | 25,984 | 29,605 - - - - - - - - - - - - 
85 = = = = = = 3,889 | 4,931 | 6,081 | 7,294 | 8,507 | 9,639 5,006 | 6,151 | 7,381 | 8,637 | 9,847 | 10,928 


90 12,736 | 16,167 | 20,056 | 24,226 | 28,402 | 32,234 = = = = = = = = = = = = 
100 13,070 | 16,946 | 21,342 | 25,988 | 30,469 | 34,293 = = = = = = = = = = = = 


106 = = = = = = 4,119 | 5,453 | 6,922 | 8,420 | 9,806 | 10,921] | 5,262 | 6,714 | 8,256 | 9,762 | 11,083 | 12,066 
120 13,661 | 18,337 | 23,613 | 28,968 | 33,667 | 36,970 = = = = = = = = = = = = 
127 = = = = oa = 4,312 | 5,896 | 7,619 | 9,298 | 10,697 | 11,592 | | 5,475 | 7,185 | 8,965 | 10,608 | 11,877 | 12,573 


Based on annual average wind speed of 11 mph at 33 ft (10 m). 


Excel-S on Freestanding Lattice 


decreases with increasing tower height 


Cost of Energy Return on Incremental Investment across the wind-shear range. With 
$0.25 1,400 the freestanding lattice tower, COE 
>—___, _».——_—_f ay jee increases at the lowest shear. Cost 
= $0.20 2 8 of energy with the monopole tower 
= a | = © 1000 increases with tower height at the 
=< £2 lowest two shears and bottoms out with 
8 $0.15 == 3 @ 800 the 90-foot tower. 
Ms = 2 An alternative way to evaluate the 
= $0.10 = rz 600 economics of using a taller tower is to 
© @ igs compare the incremental increase in 
§ re 5 3 a aes lifetime energy output to the incremental 
£5 300 cost associated with purchasing the 
s = taller tower, or in other words, the 
scans 80 100 120 60 to 80 B0to 100 © 100to 120 Teturm on incremental investment 


(ROI). By “incremental increase,” we 
mean the additional KWH generated 
a=0.1 a=0.2 a=0.3 a=0.4 o=0.5 a=0.6 on a taller tower. By “incremental cost,” 
we mean the additional cost to invest in 
a taller tower. 


Excel-S on Monopole As an example, the cost of Excel-S 


Cost of Energy Return on Incremental Investment installed on an 80-foot tower is 1.6% 
$0.30 400 higher than on a 60-foot tower. 


However, the taller tower system 
will generate 6.2% more energy in 
300 a 0.1 shear, and 26% more energy 
in a 0.6 shear. That’s a 388% and 
1,640% ROI, respectively. The ROIIs 
200 are shown for an Excel-S on the four 
tower types at similar heights over a 
range of shears for each tower. 

100 What investor wouldn’t be 


Tower Height (Ft.) Tower Height Increase (Ft.) 


| 


wf 
ae 
i 
oa 


Energy Cost ($/KWH) 
3 
8 
% Increase in Lifetime Energy 
Output / % Increase in Cost 


s0:10 ee happy with a 1,000% return on 
their investment? While the ROII 

$0.05 0 decreases with further increases in 
me sie me oot 90 to 100 tower height, the return in all cases is 
Tower Height (Ft.) Tower Height Increase (Ft.) greater than 200%. It’s worth noting 

a=0.1 a=0.2 a=0.3 a=0.4 a=0.5 a=0.6 that with all towers, the ROI for the 
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tower height 
Skystream on Monopole & Tilt-Up 


Cost of Energy 


$0.25 
Ir $0.20 
S 
=< 
= 
# $0.15 
r=) 
ao 
S 
> $0.10 
a 
t=) 
oO 
i 
Lu $0.05 

$0.00 

34 45 64 70 85 106 127 
Tower Height (Ft.) 
a A 
Monopole Tilt-Up o=0.1 o=0.2 


highest shears increases at a lower rate for taller towers. 
However, if you’re not driven purely by economics—for 
example, you need to maximize energy generation—then 
a decreased ROII and increased cost per kilowatt-hour 
shouldn’t be a deterrent. 


Results—Skystream 3.7 
For this turbine, monopole tower kits are available at 34 feet 
and 45 feet, and tilt-up tubular tower kits are available at 64, 
85, 106, and 127 feet. As a result, not all the tower kits could be 
consistently compared at similar heights. Instead, cost of energy 
was calculated for shears of 0.1 to 0.6 at each of these heights. 
COE for an annual average wind speed of 11 mph at 33 feet are 
reported in the graphs. 

The graphs show a slight upward trend in COE at the 


ARE110 on Tilt-Up 


Cost of Energy 
$0.25 


wn 
eS 
iv 
° 


$0.15 


$0.10 


Energy Cost ($/KWH) 


wn 
S 
° 
a 


$0.00 
43 


64 85 


Tower Height (Ft.) 


106 


a=0.1 o=0.2 a=0.3 


127 


Return on Incremental Investment 
800 


700 


600 


500 


400 


300 


200 


% Increase in Lifetime Energy 
Output / % Increase in Cost 


0 
34 to 45 


45 to 64 64 to 70 70to85 85to 106 
Tower Height Increase (Ft.) 


a=0.3 a=0.4 a=0.5 a=0.6 


lowest shear, but improved economics otherwise. Cost of 
energy decreases rapidly for the short monopole towers 
and decreases slowly for taller tilt-up towers. A significant 
improvement in ROII is seen when going from the tallest 
monopole tower (45 ft.) to the shortest tilt-up tower (64 ft.). Notice 
the similar tower costs in the Systems Cost table. The ROI then 
steadily decreases to a still-respectable 100% return at the tallest 
tower height, except at the very lowest shear. 


Results—ARE110 

The ARE110 was evaluated on ARE’s 4-inch-diameter 
tilt-up tubular towers, which range in height from 43 to 
127 feet. As with the previous systems, there is economic 
disincentive to purchase the tallest towers for low wind- 
shear conditions; otherwise, using a taller tower provides a 
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106 to 127 


106 to 127 


lower cost of energy. The very best ROIs are above 1,000% 
and result when “upgrading” from the shortest tower in 
high wind shears. In all cases, a doubling of incremental 
investment should be expected. Surprisingly, the lowest 
ROI] for the tallest tower “upgrade” occurred at the highest 
shear. 


Shear Genius 
In terms of straight economics, is taller better? It depends. In 
low-shear conditions—on the plains and in coastal regions, 
for example—simply satisfying the minimum tower height 
rule may maximize the return on your system investment. 
In high-shear conditions—in wooded hills and mountainous 
areas—buy the tallest tower you can erect. The general trends 
presented are typical for residential-scale systems. Factors not 
considered in this economic analysis include turbine repairs 
and reduction in energy production due to greater turbulence 
at higher shears. 

So how can you make practical use of this information? 
Once you have selected a wind turbine, follow these steps to 
determine the best tower height at your location: 


1. Use sound siting rules to find the best spot to locate the 
wind turbine (i.e., look at high spots on property, consider 
upwind obstructions, etc.). 


2. Determine your minimum tower height based on the 
height of the surrounding obstructions, such as trees 
and buildings. The general rule is that the bottom of the 
blades should be a minimum of 30 feet above the tallest 
obstruction within 500 feet. 


3. Choose a tower type that meets your budget, site 
conditions, and aesthetic and practical preferences. 


4, Estimate your local wind-shear coefficient using the wind- 
shear table on page 85. 


5. Analyze how incremental increases in tower height 
impact your cost of energy. Unless your site experiences 
very low wind shear, investing in a taller tower results in 
significantly more energy output, which will pay for this 
incremental investment and result in a quicker payback 
for the additional expense incurred. 


6. Keep in mind that these are general rules that apply to most 
potential sites. An experienced turbine installer or professional 
site assessor can determine if your site is an exception to the 
tule, and help maximize the return on your investment. 


As with clothing and beer, cost is not the only factor to 
consider when choosing a tower. Other factors to consider 
include local zoning ordinances, aesthetics, size of footprint, 
and crane access. Make sure you choose a system that suits 
your wants, not just your needs, and one that you'll enjoy 
living with for many years to come. 


Access 

Brian Raichle (raichlebw@appstate.edu) is an assistant professor in the 
Appropriate Technology program at Appalachian State University. He is 
involved in wind resource assessment and solar thermal research. 
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A 100-foot freestanding lattice tower was chosen to clear the 
0.6 shear site at the Midwest Renewable Energy Association 
headquarters in Custer, Wisconsin. 


Brent Summerville (wind@appstate.edu) is arenewable energy engineer 
at Appalachian State University where he manages their Small Wind 
Research & Demonstration Site and their Anemometer Loan Program, 
and leads public workshops and presentations on wind energy. 


Further Reading: 
Wind Power: Renewable Energy for Home, Farm, and Business by 
Paul Gipe (2004, Chelsea Green Publishing) 


“Wind Generator Towers,” lan Woofenden, HP705 
“Wind Generator Tower Height,” Mick Sagrillo, HP27 
“Tower Economics 101, 102 & 103,” Mick Sagrillo HP37, 38, & 39 


“Site Analysis for Wind Generators, Parts 1 & 2,” Mick Sagrillo, 
HP40 & 41 


“Small Wind Electric Systems: A U.S. Consumer's Guide,” U.S. 
DOE ¢ www.eere.energy.gov/windandhydro/windpoweringamerica/ 
small_wind.asp 


Small Wind Toolbox * www.renewwisconsin.org/wind/windtoolbox. 
html 


Ss 


From China's emer eC 
manufacturer - Fullriver Battery 
Mfg. Co. Ltd. 


True Deep Cycle Performance 
and Longer Life 


Perfect for Solar, Back Up 
Power and all RE Applications 


Non Hazardous - Non Spillable 
Dual Terminals and Handles 


In stock in warehouses Coast to 
Coast. Other unique models 
and sizes are also available. 


Contact us for a distributor near you. 
phone: 
1-800-522-8191 
rn, - . e-mail: 
3 i sales@fullriverdcbatiery.com 


See our complete AGM battery line up at 


www.fullriverdcbattery.com 


POWER LEVELS FROM 1KW TO 60KW SE R I E 
OUTPUT VOLTAGES OF 100,120,230 wh S’ 72) 


INPUT VOLTAGES OF 12 TO ux 


20+ YEARS MTBF 


EXPANDABLE s 
MODULAR 
REMOTE CAPABLE 


"HOT” SWAPABLE 


7317 JACK NEWELL BLVD. NORTH, 
FORT WORTH, TEXAS 76118-7100 
TOLL FREE: 800.886.4683 
VOICE: 817.595.4969 FAX: 817.595.1290 
WEBSITE: WWW.EXEL TECH.COM 
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AreyBuiltitojlast 


Another way KACO is committed to reducing our carbon footprint: 


Our inverters have a failure rate of less than | %. 


That means less waste. And our warranty 
is the best around. Not only do we offer 
swift replacement on any failed units but we 
cover our inverter’s proper operation ten 
years from the date of purchase. We also 
promise that after the ten year warranty 
period has ended, we will never charge more 


www.kacosolar.com °* 415.931.2046 


than $500 to repair one of our inverters. 

This is included in the purchase price. 
No need to pay in advance for peace of 
mind. We also offer a substantial service 
reimbursement for our partners who 
have to go out in the field and swap out a 
defective unit. 


PRY IN SV SESR OSE SR ES 


solar Hydronic Space Heating 


5.8 peak sun-hours per day. But I also live at 5,600 feet 

above sea level, where the heating season is much more 
significant than the cooling season (5,700 heating degree-days 
versus 700 cooling degree-days). Despite this, and that my 
620-square-foot shop’s south face receives morning shade 
from a neighbor’s house and tree, my two solar systems— 
passive solar heating and a solar hydronic floor system— 
provide enough heating to make the building comfortable in 
all but January, the coldest month of the year. Even then, the 
relatively warm surface temperatures and warm floor allow 
me to work without gloves in air temperatures as low as 45°F 
(the lowest recorded interior temperature). During the coldest 
times of the year, solar heating typically keeps temperatures 
between 50°F and 65°F. At first light, due to the previous day’s 
solar heat collection and storage, temperatures are generally 
40°F above ambient, a testament to the power of the sun anda 
little RE technology. Paired with passive solar, my drainback 
hydronic heating system offers two main benefits: 


[:: fortunate to live in a sunny climate that averages 


e Simplicity. The system is easy to assemble and operate, 
and homeowner friendly. Distilled water is used as the 
heat-transfer fluid, and the unpressurized fluid loop is 
easy to drain and fill. There are no overheating or freezing 
issues with the collector fluid because the collectors are 


empty (drained back) when there is no solar heat. This 
system requires no differential controller, saving about 
$200 up-front on equipment. When you don’t want heat, 
just turn off the pump. There’s also no heat exchanger or 
storage tank to increase complexity and cost. 


e High efficiency. Extremely low collector inlet temp- 
eratures of the heat-transfer fluid maintain high efficiency 
by lowering losses to the outdoor environment. The floor 
temperature in the winter varies from 50°F to 70°F. 


System at a Glance 

From the two 4- by 10-foot, flat-plate collectors mounted on 
the shop’s south-facing wall, water flows through a small 
drainback tank and then directly into the radiant tubing 
embedded about 3 inches deep in the 4-inch-thick concrete 
floor. As it circulates through the tubing, the solar-warmed 
water gives up its heat to the slab and then returns to the 
collector for reheating. In turn, the slab transfers heat to the 
shop’s interior by convection and radiation. 

This straightforward system has only two control 
mechanisms: the sun shining on the PV module that drives 
the circulator pump, and a manual switch used to turn off the 
pump (and therefore, the system) during the summer months 
when additional heating is not needed. 
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Solar Sizing Strategies & Best Performance 
Designing any energy system is all about the load. With a solar- 
electric system, it’s your electrical loads you’re concerned with. 
With solar heating, either passive or hydronic, that load is what 
it takes to heat an interior space. It’s a little less straightforward 
than sizing a PV system. Knowing the size of the heating load 
requires intimate knowledge of your climate and your building 
envelope, including the thermal resistance of all the surfaces. 


solar hydronic 


° Reduce building envelope air leakage by sealing all 
penetrations during construction, and making sure all windows 
and doors are weather-stripped and will close tightly. 


e Include thermal mass and insulate the outside of it. Use 
rigid foam board (extruded polystyrene) both under the 
slab and around the perimeter. Any type of insulation can 
be used on the outside of walls that are used as thermal 
mass. 


Right: Two refurbished 4- by 10- foot 
thermal collectors designed for 
horizontal mounting. 


Below: A 95-watt PV module controls 
and powers the thermal fluid cycle. 


All heat transfer is driven by temperature difference (delta 
T or AT). The rate of that heat transfer depends on the AT and 
the amount of thermal resistance (R-value) at the locations of 
those temperatures. Lower R-values will result in higher heat 
transfer rates. 

When the rate of heat loss through a structure equals 
the rate of heat gain (from the sun, in this case), a balance 
is reached and the interior temperature is stable. With solar 
gain, the strategy is to put heat in during the day at a much 
higher rate than it’s lost, increasing the temperature of 
the mass while the sun is shining and storing heat in that 
thermal mass. After the sun has set and no more gain is 
available, interior air and surface temperatures will begin 
to drop. As the temperature difference is created, heat will 
begin to be released from warmer surfaces—in this case, 
the floor slab. 

Solar space-heating is not magic, but it is a delicate balance 
between heat losses and gains. For building design, following 
a few simple principles will allow you to reap the benefits of 
passive or active systems: 


e Insulate the building envelope well—if possible, beyond the 
USS. Department of Energy’s standards. Currently, the energy 
supplied by active solar systems is more expensive than fossil 
fuel, but the payback on insulation is quicker than solar. 
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SOLAR HYDRONIC SYSTEM 


Pressure 
Release 
Valve 


Thermal Collectors: 
Two 4 by 10 ft., refurbished 


Flow Gauge: 
Analog 


Radiant Floor Loop: 
Two 300 ft. parallel runs of 1/2 in. PEX 
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solar hydronic 


The only way to truly know how well 
your solar thermal system is working is 
to collect data. This can be as simple 
as writing down a few temperatures 
each day from thermometers installed 
in the collector loop, or as complex as 
monitoring every possible variable and 
logging them many times an hour. If you 
want to determine your collector and 
system efficiency, here’s the minimum 
amount of information you'll need to 
gather: 


¢ Collector loop flow rate (gpm) 

¢ Fluid temperature entering collector (°F) 
- Fluid temperature exiting collector (°F) 
- Ambient temperature (°F) 


¢ Solar irradiance (W/m2) 


Site tube flow meter, showing 1.6 gpm. 


Collector flow rate and fluid temperature 
in and out are the data needed to calculate 
the amount of power being delivered by 
the collector loop. Adding those values 
together over a period of time will give us 
the energycollected. Ambient temperature 
and solar irradiance, with the previous 
data, will provide enough information to 
determine the efficiency of the collector 
loop and to compare performance to 
SRCC test results. Plus, you'll get a much 
better feel for how the system operates, 
and perhaps use the data to troubleshoot 
or improve the design. 


Taking Measurements 

Flow rate (gpm) in the loop you're testing is 
often hard to estimate—it really needs to be 
measured. If your system uses an AC pump, 
the flow rate will be fairly constant—once 
you know it, it won't need to be logged. 
With a PV-direct pump, this isn’t the case. 
In my system, the voltage to the PV pump 
is regulated by a linear current booster 
so that, in full-sun conditions, the pump 
runs about the same speed most of the 
day. I’m able to measure that flow with 
an in-line flow meter, but as a result of 
not being able to constantly log the flow 
from my PV-powered pump, my flow rate 
information is only applicable to sunny 
days. Flow meters for data loggers are 
available, but are more expensive than 
the other data collection sensors in the 
system. 


A temperature gauge well can also be 
used to place a temperature probe. 


The ambient temperature probe hanging 
in the shade behind the collectors. 


Collector fluid temperatures are relatively 
easy to obtain. The data logger | used 
has standard temperature probes and you 
can choose to download the information 
in either degrees Fahrenheit or degrees 
Celsius. | placed the probe tips into thermal 
wells that usually house temperature 
gauges in the collector loop. Insulation 
stuffed into the well holds the probes in 
place and blocks the ambient temperature 
from influencing the measurement. The 
probe measuring ambient temperature 
should be positioned out of direct sunlight, 
but near the collectors. 


The most complicated data to collect is 
solar irradiance, which requires using a 
pyranometer. Finding an affordable model 
for home use can be challenging, but | 
chose to use an Apogee PYR-P Class 2 
pyranometer ($170), which uses a silicon 
PV cell to produce electrical current 
proportional to irradiance. Because the PV 
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Solar irradiance is measured with a 
pyranometer. 


cell is not sensitive to all the wavelengths 
of sunlight, a calibration is required. The 
results are generally quite accurate (within 
5%) as long as the pyranometers are 
exposed to natural, unobstructed daylight 
conditions and pointed skyward. 


The data logger will only record voltage 
(in the 0.0 to 2.5 V range), which must 
be converted to irradiance. The output of 
the pyranometer is too small to be used 
directly, so it must be amplified. A handy 


The data logger records three 
temperatures and irradiance. 


amplifier is the AMPO4EP integrated 
circuit chip (about $11) built by Analog 
Devices. It requires a single supply voltage 
of 5 to 15 VDC, which is a nice match for 
a standard 9 V battery. It consumes just 
over 0.7 mA of current, so a rechargeable 
nickel metal hydride (NiMH) cell (8.4 V, 
180 mAh) will run it for about 10 days. 
Six AA rechargeable batteries in series 
would be enough to keep the amplifier 
running for several months, and most data 
loggers will run for much longer than that 
on their own internal batteries. The logic 
and calculations are applicable to a wide 
variety of data acquisition situations. 


| used Onset Computer's Hobo data logger 
to collect and store the four streams of 
data. Standard temperature probes were 
plugged into the first three ports, and the 
signal from the amplified irradiance meter 
is plugged into the fourth. 


Number Crunching 

For this round of testing, | chose a 
5-minute time interval to sample and store 
all three temperatures and irradiance. 
This allows me to see the response to 
transient events such as system start-up 
and passing clouds. Downloading the 
data to a computer and exporting that 
information to a spreadsheet file is simple 
with the software supplied with the 
logger. Once in a spreadsheet, the data 
must be manipulated to calculate thermal 
power for both the sun (on the collector 
array) and the plumbing loop. To get the 
total solar power, multiply irradiance in 
watts per square meter (W/m?) times the 
surface area of the collectors (m2). 


For the plumbing loop, multiply flow rate 
(gpm) by 60 (minutes per hour) by water 
density (8.33 pounds mass per gallon) by 
specific heat of water (1.0 Btu per pound 
mass per degree F) by the AT (°F) to get 
power in Btu per hour. Now divide that 
result by 3.412 to convert from Btu per 
hour to watts. 


Then the power values can be multiplied 
by the time interval to get energy 
(WH), and added up over the day. On 
the temperature graphs, make sure the 
supply and return temperatures are very 
close before and after the test, so you'll 
have confidence in the AT values. On the 
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solar hydronic 


A signal amplifier built on a bread-board 
adjusts the pyranometer signal 
for the Hobo. 


Resistor 

To Battery 

oO 2 7 
To 
Pyranometer AMPO4EP 
3 6 
To 

Datalogger 

) 4 5 
To Battery 


Wiring the AMPO4EP. 


power graph, the system power should be 
substantially lower (at least 40%) than the 
solar power because of the inefficiency of 
the collectors and other losses. The system 
power curve should closely parallel solar 
power during a clear day. In both cases, 
toss out the transient portions of the data 
before using them to determine efficiency 
or energy collected. 
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JANUARY 18, 2008 PERFORMANCE 
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Collector Case Study 

A solar thermal collector’s performance is crucial to an active 
system’s efficiency. This performance can be expressed in 
graphical form as efficiency (fluid power out divided by solar 
power in) versus a combination of AT and solar irradiance. 
The Solar Rating and Certification Corporation (SRCC) tests 
collectors for performance efficiency and for average daily 
energy output. I didn’t have this data for my collectors, which 
were reclaimed units with new absorbers and insulation. 
So besides getting a handle on the collector’s unknown 
efficiency, measuring the actual performance of the entire 
system would allow me to get a much better idea of how well 
it was operating so I could improve the system’s output. 

To get reliable data, the system must operate in steady 
conditions of consistent flow rate and irradiance, so I only 
used data from sunny days during the heating season, and 
disregarded data during start-up and shutdown conditions. 
Fluid temperatures were measured going into (supply) and 
coming back from (return) the collectors. Solar irradiance was 
measured and then converted to total power, in watts, landing 
on the collectors. Fluid power in the loop was calculated with 
the flow rate, and AT (return minus supply temperatures). 

The data shown in the January 18 graphs was collected 
on one of the year’s coldest days; the ambient temperature 
was -3°F at sunrise and the average ambient temperature 
during the test was 25°F. The AT (at a constant flow rate of 
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1.6 gallons per minute) is proportional to the amount of heat 
going into the floor. It includes the drainback tank losses and 
two short runs of uninsulated pipe inside the building. The 
difference between supply and ambient temperatures (T; - 
T,) represents the potential for heat loss from the collectors. 
SRCC uses this value, and the irradiance (I) to characterize 
the “harshness” of the collector operating conditions. Higher 
T, —T, translates into lower collector efficiency, and higher “1” 
values mean higher efficiency. 

The average efficiency for the heating system over this day 
was 48%, and that’s not too shabby, especially if you consider 
that these collectors are refurbished. They only use flat-black 
paint on the absorber, and are put together without any welds 
between the riser tubes and absorber plate. (Having a selective 
coating on the absorber and a solid bond between the riser 
tubes and absorber plate would be even more efficient.) 

Let’s look at the same data for two warmer days during 
the year. The February 29 graphs show data collected on a 
day when the average ambient temperature was about 62°F. 
Again, the irradiance is about the same, but a higher efficiency 
is evident. This is due mainly to the much lower T; — T, value. 
More energy is the result. 

For the March 3 graphs, the average ambient temperature 
was 43°F—almost 20°F higher than the first scenario. However, 
the average irradiance, AT, and energy output are almost the 
same. How can this be? Remember that the shop temperature 
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MARCH 3, 2008 PERFORMANCE 
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is allowed to float—there are no thermostatic setpoints, so the 
interior temperature increases as the ambient temperature 
increases—and notice it is much warmer this time around, as 
evidenced by the higher supply temperature. The energy output 
is probably higher due to the lower average T; — T, Basically, 
the system puts in about the same amount of energy whether 
it’s warm or cold outside because the interior temperatures will 
adjust to maintain a certain level above ambient. 

I was surprised to see how consistent the efficiency and 
energy output were over the heating season, since the general 
expectation would be to see higher output with warmer 
ambient temperatures. I doubt this to be a general result, 
and it is mostly due to a seasonally variable building interior 
temperature. 


Practical Solar Heating Considerations 

Now that you’ve seen how my system performs, let’s ask 
a critical question: “Is it worth it to put solar thermal 
space heating in a building?” I’ve been a fan of these 
systems my entire career and I wish I could answer with a 
resounding, “Yes!” However, from experience with design 
and performance in residential applications, the answer is a 
more qualified, “Maybe.” 

Here’s a consideration: Would an active solar hydronic 
system add more heat energy to the building than an 
equivalent passive system of vertical south-facing windows? 
In my case, during the coldest period of the year, such glazing 
would put in about 80% of the active system’s heat on a sunny 
day—and that includes the 24-hour losses that windows 
experience. During warmer times of the heating season, 
the contribution from passive solar heating would be even 
higher, because of lower heat losses through the windows. 

My calculations included the insulation levels in my 
building envelope and double-paned windows with U-values 
of 0.5 and solar heat-gain coefficients of 0.6. There are some 
other considerations, however. On cloudy days, the windows 
lose energy 24 hours per day, while the active system just shuts 
down. If you have a lot of cold, cloudy days during the heating 
season, an active system starts to look more appealing. 

Passive solar windows will be net losers in cloudy 
weather, and the active system will only contribute energy 
when there’s enough to be collected. Active systems provide 
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heat without nighttime and inclement weather losses. In my 
case, the passive solar window area is just about equal to the 
area of the active collectors (about 80 square feet for each). In 
my climate, the contributions of each are going to be roughly 
equal, with an advantage going to the active system. This 
combination of passive and active heating allows me to have 
a combined collection area equal to 26% of the building’s 
floor area. This is a high percentage, but is acceptable because 
I have sufficient thermal mass to store the incoming energy 
during sunny days. It would be difficult to deal with all of 
that area if I had only passive windows, because of excessive 
light and structural issues. 

If I had to build the shop all over again, I would have 
included more envelope insulation, which would slow heat 
escape during the winter and let in less heat during the 
summer. There’s plenty of thermal mass in the concrete floor 
and concrete-filled block walls, but that’s no substitute for 
insulation, even in the sunny Southwest. I’d also be more 
careful to control losses from air leakage—there’s a large 
insulated garage door on the building that doesn’t seal well. 
Finally, ’'d buy SRCC-rated collectors, which would offer 
better performance and higher output mostly due to the 
absorber construction and surface coating. 


Access 

Carl Bickford (bickfordc@sanjuancollege.edu) is a professor of 
engineering and renewable energy at San Juan College in Farmington, 
New Mexico. 


SRCC ¢ www.solar-rating.org 
Data Logging Equipment Manufacturers: 


Analog Devices Inc. © www.analog.com ¢ AMP 04 instrumentation 
amplifier chip 


Apogee Instruments Inc. © www.apogeeinstruments.com ¢ 
Pyranometer 


Li-Cor Inc. © www.licor.com ¢ Pyranometer 


Onset Computer Corp. © www.onsetcomp.com ® Hobo data loggers 
& sensors 


Other Resources: 


“Principles of Radiation Measurement” © www.licor.com/env/ 
: 
PDF_Files/Rad_Meas.pdf 
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since 1926 U.S.Battery 

has been the industry leader 
in storing renewable energy. 
Together we can ekS ihisg 


‘ge neratic 


To find more information and 
to find a dealer near you. 
Please log on: 


wiww.USBATTERY.com 


= \ E , 


iy. 
¥ ae SOLAR CONVERTERS INC. 


*MPPT Power Tracker™ Charge Controllers + Voltage Controlled Switches 


ALSO©---  . Cathodic Protection Controllers * Solar Lighting Controllers 


1-158 Victoria Road S., Guelph, ON, NIE GTS, Canada Phone: 515-828-5272 Fax: 519-823-0325 E-mail: infxieolarconverters.com 
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‘Want to Save More Energy & Water? 
Save 30 Gallons Each Load With Stahber! 


ws STABER 


Only Top Load Horizontal-Axis Washer 
Made in the USA—(Great for Off-Grid Systems! 


“Awa. of 13 gallons of water & 1 
a2 soap per load 

“Ave, a jest 12 4h per lod 
Stanilces atecl mor oulor tubs 
Dual bearings on front 4 rear for 
batter durcabibity 

“Oo from! rubber gasket io worry 
aboal leakage or mildew 

-Total front avecss br paris—neen 
Eee “le ae ou fe Arie 
ingle, meackenical ewitches=ne 
expemine clecinonec buttons! 
High cxtraction «pin speed 
-ALADE DY THE USA! 


‘all 1-800-845-6200 to learn more! 
www.staber con 
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BackHome 


MAGAZINE 


FREE 
WIND TURBINE 
PLANS 


Subscribe to 
BACKHOME 
This low-cost, high-output | for just 
turbine is constructed of $21.97 per year. 
salvaged materials and can be Call us at 
built for about $400. To receive 800-992-2546, 
your free PDF download of this write to us at 
plans booklet, just go to the P.O. Box 70nP, 
Web site below for details Hendersonville, NC 
and learn how BACKHOME can 28793 or visit our 
“EM-POWER’ you. Web site 


Quality First! 


Ona Pape 


SOLAR PUMPING PRODUCTS 


Brushless DC Submersible Pumps 
up to 2 HP. Heads up to 650 feet 
and flow rates up to 250 GPM. 


SUBMERSIBLE PUMPS 


SUBMERSIBLEZLUMES: Diaphragm Submersible 


Pumps with heads up to 
230 feet and flow rates 
up to 5 GPM. 


Centrifugal Booster Pumps 
from 24 volt battery home 
pressure systems to 180 
volt panel direct systems, 
6 GPM to 30 GPM. 


DC Pool Circulating Pumps 
from 72 HP to 1 72 HP, 
20 GPM to 100 GPM. 


_ PCA & PCB SERIES 


Fes Micro-processor based pump 
- controllers up to 3 HP. 
eee 


Current boosting and voltage 
boosting models available. 


PUMP CONTROLLERS 


For more products and services 
check our web site on-line at: 


www.sunpumps.com 

1-800-370-8115 
(928) 348-9652 
Fax: (928) 348-9653 


Phone: 
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-the-Road 
coumem OILAR 


While the last streaks of daylight slipped behind the rolling hillsides of Virginia’s 
Blue Ridge, I snapped a few rolls’ worth of digital pictures, trying to savor the 
“magic light” that photographers cherish. It was a moment like this—perched on 
the Blue Ridge Parkway, nary a soul in sight—that brought my journey full circle. 
Here I was, far from home, capturing in pixels the same light that charged the PV- 
powered digital photography studio that traveled with me in my 32-foot RV. 


Ken Dilello, a friend of the author’s, relaxes 
with his dog and a cold drink, while the PV 
array grabs the last few rays of sun. 


The mobile photo studio’s roof- 
mounted PV array was designed with 
adjustable legs to optimize the tilt 
angle when the rig is parked, and to 
lay flat when the RV is rolling. 


photography more seriously, but whether it was a job, 

money, or family, I always found one reason or another 
not to go for it. Life, however, has a funny way of forcing 
experiences on us—for better or for worse. One day, little 
more than a year ago, I woke up to discover that I was 
47 years old, finalizing a divorce, leaving my job in PV sales, 
and selling my off-grid, solar-powered home. Though I had 
no real plan, I also had no more excuses. All I knew was that 
I wanted to find a way to see the country while working as a 
photographer and remaining true to my off-grid sensibilities. 
But how? My off-grid, mobile solution: Hit the road in a 
1989 RV retrofitted with a PV system to power a digital 
photography studio. 

Having worked in PV sales for more than 15 years, I 
understood the technology and the general mechanics of a 
system. But since I spent more time in the office than out in 
the field, the installation process was still fairly intimidating. 
As luck would have it, I met another semi-professional 
photographer, Ken Dilello, who shared my passion for solar 
energy and my vision for life on the road. He had six Siemens 
100-watt PV modules, and I had the RV. His strengths in 
carpentry and fabrication complemented my weaknesses, and 
vice-versa, so we decided to join forces. From North Carolina, 
we headed for Florida, where Ken had connections with 
owners of a metal shop who agreed to let us camp out while 
we worked on the vehicle. 

Our plan was to remove the dining area table and 
cabinets in the RV and transform the space into a work 
area for my digital photography studio. We sized the 
600 W system to provide enough electricity for both our 
professional and domestic loads—a desktop computer and 
a printer, two laptops, various battery chargers, a flat-screen 
TV with a stereo system, a microwave, and other small 
household appliances. 


. or as long as I can remember, I’ve wanted to pursue 


www.homepc 


studio 


Metal Fabrication & Mounting 
The first, and most time-consuming, part of the process was 
making room for additional battery capacity and fabricating 
a roof rack for the PV array. The RV came equipped 
with only two, 90 amp-hour, 12-volt batteries for its DC 
loads—not nearly enough storage for the potential energy 
generation of the six-module array. The existing batteries 
were located in the front engine compartment, where there 
was no room for additional batteries. To accommodate 10 
new 12 V batteries, Ken, a tile and stone setter by trade, 
devised a plan for a battery cage that attached to the 
undercarriage and dropped down, when unbolted, to allow 
easier access to the batteries. 

Over the course of a few weeks, Ken fabricated the 2.5- 
by 3-foot battery box from a mix of expanded and extruded 
steel, and then welded the lid of the box in place. Essentially, 
the bottom of the box is bolted into the lid, which is welded 
to the RV’s chassis. He also cut and welded the pieces for the 
roof rack, which provided not only a sturdy, aerodynamic 
support system for the modules but also a means for reducing 
the number of holes that we’d need to put in the roof. Ken’s 


Ken works on the drop-down battery tray. 
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solar siucio 


Assembling the interconnects and battery overcurrent protection. Far right: The neatly wired battery bank. 


design also accommodated the TV antenna and left room for 
an observation platform at the front of the roof. 

While Ken secured the roof rack, I worked on the ground, 
wiring the PV arrays and attaching them to the aluminum 
rails that Ken had fabricated. I ran wiring through conduit 
throughout the system, making for neat and tidy connections 
that can withstand the elements. Next, we raised the arrays 
onto the roof and mounted their aluminum frames to the 
roof rack. Though I had dreaded the logistics of raising the 
modules onto the roof, we moved them in less than 30 
minutes—thanks to the shop’s forklift and Ken’s experience 
with running one. 


Wiring the Controller 

The output cabling of each PV module was routed through a 
combiner box installed on the roof. For a weather-tight seal, 
we included a double-sided elastomeric membrane on the 
roof beneath the combiner box. Six-gauge wire was run in 
EMT conduit from the combiner box to a Trace C-60 charge 
controller, which we mounted alongside an OutBack inverter 
in a storage compartment under the interior floor (known as 
the “basement compartment” among RVers). At some point, 
we'll upgrade the controller to a maximum power point 
tracking unit to optimize the output of our PV array. 


The OutBack inverter fits neatly above the battery bank. 


Using a hole that we drilled for the array cables, we ran 
the AC conductors up from the inverter to the house mains, 
located in the cabin beneath my desk. To cut down on costs, 
Ken had rummaged for cable at the junkyard and came back 
with a few choice pieces from an old BMW—a pretty good 
find considering that the same cables would have cost us 
more than $150 in the store. The cable that runs from the 
charge controller to the batteries is a #4 wire that he salvaged. 


The charge controller is 
mounted horizontally 
next to the inverter to 
save space in the RV. 


The OutBack Mate displays 
inverter settings and status. 


The modified circuit panel is readily accessible. 
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Though probably overkill for our power generation, this size 
helps minimize losses in our small system. 


Wiring Up the Battery Bank 

When it came to choosing a battery, we entertained a few 
ideas, namely T-105s and similar deep-cycle and marine 
batteries. In the end, we went with 10, 125 AH, 12 V deep- 
cycle batteries from a big box store. In retrospect, one 
drawback related to our decision was that we ended up 
with 10 batteries in parallel. Large numbers of batteries 
(or series strings of batteries) wired in parallel are subject 
to unequal charge/discharge rates and premature failure. 
Most system designers recommend limiting the number 
of batteries wired in parallel to three. A better approach 
would have been to install higher-capacity 6 V or even 
2 V batteries to minimize the number of battery strings in 
parallel. 

We used copper lugs and a large crimper to make the 
interconnects for the batteries. Instead of ordering pre-made 
battery connectors that never quite fit right, we fashioned 
our own connectors out of 2/0 cable—some of which I 
bought at the local hardware store ($15 per foot) and the rest 
Ken found at the junkyard. To prevent corrosion, we sealed 
each crimped lug with heat-shrink tubing. Once we wired 
up the bank, we had 1,250 AH of storage at 12 VDC nominal 
at our disposal. 

We built two inverter cables the same as the battery 
cables—with lugs, crimped and sealed with heat-shrink 
tubing. We also added a 200-amp fuse for overcurrent 
protection and to serve as our DC disconnect in line on 
the inverter-to-battery connection. Although a disconnect 
switch would have been better, this was what fit into our 
budget. 


Rewiring the Rig 

Finally, we were ready to rewire the main house lights (DC 
loads) from the original battery bank in the front of the coach 
to the newly installed bank. Almost all of our major loads 
now run off the new battery bank—except for some cargo 
bay lights that still run off the original battery bank, which 
only charges when the engine is running. 

On the inside, we reconfigured half of the house system. 
Ken customized a store-bought standard circuit panel to fit 
our space by cutting it down with a band saw and welding 
it back into shape. Fortunately, the RV came equipped with 
a transfer-switch that allows us to switch power input from 
the onboard gas generator to the grid when we hook up 
somewhere. This is a particularly important feature because 
if we’re ever running low on solar energy, we can either 
plug into the grid or turn on the gas-powered generator. 
I’d rather eat a bug than turn on the gas generator, but on 
occasion, it’s a necessary evil. 

We ended up hooking up the inverter at dusk, by 
flashlight—admittedly not the best light for working with 
power cables. We carefully attached each cable to the opposite 
ends of the battery bank. When we went inside, we switched 
on the main circuit breaker to the inverter. The inverter was 
on, and we had solar electricity. 
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solar studio 


The author in her PV-powered solar studio. 


Focused on Horizon 

For the final touches, we installed a desk in the RV’s dining 
area, which is a perfect space for my growing portrait 
business. All told, it took about four to five weeks to install 
the system and finish the remodel. We're still tweaking the 
rig here and there, upgrading to LEDs and energy-efficient 
appliances. Our small system, which produces about 1.5 
KWH per day, doesn’t leave us with much excess energy, but 
we're just fine with that. We make every watt count. Besides, 
it’s a trade-off for the freedom that we now have to roam the 
country and pursue our passion. 


Access 

Lynne Allen (lynsbox@embarqmail.com) operates an art and portrait 
photography business out of her solar-powered RV. Her specialty is 
human-form images in nature and nudes. She and her partner Ken 
Dilello spend most of their time in the Carolinas and Maine. 


Major System Components: 
OutBack Power Systems * www.outbackpower.com @ Inverter 
SolarWorld ¢ www.solarworld-usa.com ¢ PVs 


Xantrex ® www.xantrex.com ¢ Charge controller 
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Powe Fial Soalvtoars 


It's as clear as Els # 


Enersys, the largest manufacturer of industrial Sdlar-One Batteries incorporate the patented and 
battenes in the world has been building the proven HuP technology with the thickest positive 
=olar-One battery for over 10 years. plate (0.310") in the Renewable Energy Industry. 


EnerSys and Northwest Energy Storage offer the  [RSpi Rieti items easiest |e mee a 
best 10 year battery warranty in the industry. 645 AJH - 1690 A/H. Many sizes in stock. FREE 
T year free cell replacement 3 year prorated. shipping in the lower 48 states. 


I's as clear as black and white, Solar-One Solar-One Battery users described the Solar-One 
batteries set the standard for Renewable Energy. [Epa te 0 eee a0) cee ae |= 


Se me en) on WwW. Soaronebaliares.com Dealer inquires welcomed 
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BATTERY SYSTEM with more capability 
MONITOR 


Data logging, five customizable buttons and displays, 
audible/visual alarms, three “amps” input channels, 
relay control, computer interface 


Is data logging really useful 
in a system monitor? 


When an offgrid system is first 
installed everything usually starts 
out working OK. But after awhile 

it may not work quite like it used 
to. Bad battery cell? Solar panel 
developed a problem? You can 
download the last few weeks of 
logged data to your computer and 
compare it to data recorded earlier 
when everything was working 

OK. Or email the file to some 
other “expert” who can analyze it 
without even coming to your home. 


Model 2020 


Displays vital battery system data to help users 
provide better battery care, increase conservation 
awareness and aid system maintenance. 
* Volts * Amps * Amp-hours * Min/Max volts 
* Days since charged ¢ Battery % full 
* Remote locatable * About $169 

garni Engineering » (831 -061 
Bog molt 9 (251) 3350519 The PentaMetric system with computer interface only is about 


; www. bogarfengineering.com $320. LCD Display unit (above) additional $199. 
19020\Two Bar Rd! Boulder Creek, CA 95006 USA fo; more information. 


Ts TAMERS 


On our website download the document: “ How to graph 
and analyze renewable energy system performance using 
the PentaMetric logged data”. 
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blue Sk Solar Charge Controllers 


= . Look For New Products & New Ideas In 2008 


ar Charge Controller product line 
3lue Sky Energy, Inc. has a controller 
eeds. From Solar Lighting, RV's & 


a “+ 
Conta sph osey for more Jig (js = 


‘ba —— ee 
8003498-7877 or 760-597- 1642 oe SOLAR PUMPING LIGHTING MARINE OFF GRID HOMES 
593/Fortune Way, Suite K, ag . a ’ - 
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lueskyenengyinc.com * = ! . 


QUALITY....RELIABILITY....BLUE SKY ENERGY, CHANGING THE WAY SOLAR IS USED EVERYDAY 
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Changing Codes 


by John Wiles 


The final connection between a_ utility-interactive 
photovoltaic (PV) system and the electrical utility grid 
is an area of importance to PV system designers and 
installers. Due to the varying sizes of PV systems and 
configurations of existing service-entrance equipment, 
these connections vary significantly among PV systems. 
Differences in Section 690.64 of the 2005 and 2008 editions 
of the National Electrical Code (NEC) make these variations 
even more complex. 


Load-Side Connections 

Section 690.64(B) establishes the load side (of the main 
service disconnect) connection requirements for the utility- 
interactive inverter output. The key to understanding 
this section is to carefully read 690.64(B)(2) and note that 
the ratings of overcurrent devices supplying a bus bar or 
conductor must be added so that the sum of these ratings 
does not exceed the rating of the bus bar or conductor. 
The ratings of overcurrent devices supplying loads are not 
counted. Also note that the overcurrent device (normally 
a circuit breaker) rating is used in this calculation—not the 
current flowing through the circuit. Overcurrent devices 
to be counted are the main breaker and all breakers 


& Grid Connection 


backfed from utility-interactive PV inverters. This equation 
expresses this ratings requirement: 


PV + Main < Bus or Conductor 


In the 2005 NEC, this requirement applies only to commercial 
(nonresidential) PV installations. Here’s an example: Say 
the site has a 400 A main service panel with a 400 A main 
breaker. In this case, no PV can be added to the panel. In 
many commercial installations, this limitation forces the 
installer to use a supply-side connection (see “Supply-Side 
Connections” section). 

For residential installations, a 120% allowance is 
included. This exception makes installations somewhat 
easier: 


PV + Main < 120% Bus or 120% Conductor 


In this residential example, a 200 A mains panel with a 
200 A main breaker could have up to 40 A of backfed PV 
breakers connected. 

Section 690.64 was rewritten in the 2008 NEC to apply 
the 120% allowance to commercial installations—but only 


Requirements for Commercial Grid-Tied PV Systems 


2005 NEC 


100A 
10th Floor Panel 


15A | Must increase panel to at least 


PV Inverter 6 e  115A(15 + 100 > 100) 


400A 
4th Floor Panel 


100A Must increase panel to at least 


100A 5» 500A (100 + 400 > 400) 


1,000A 
Main Panel Service Entrance 


400A _ Must increase panel 
400A 5 e  toatleast 1,400A 
(400 + 1,000 > 1,000) 


6 o— Grid 
1,000A 


2008 NEC 


100A 
10th Floor Panel 


15A | No change 
PV Inverter _J|_¢ 4 | (15 + 100 < 120% of 100) 


400A 
4th Floor Panel 


100A | No change 


100A Sy | (15 + 400 < 120% of 400) 


1,000A 
Main Panel Service Entrance 


400A No change 
400A Se | (15+ 1,000 < 120% 
of 1,000) 


> o— Grid 
1,000A 
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Combined meter/load 
centers can only be tapped 
with permission and 
instructions supplied by the 
manufacturers. 


if PV backfed breakers are mounted at the opposite end of 
the bus from the main breaker or feeder (Section 690.64(B) 
(7)). Locating breakers in this fashion prevents overloading 
the bus bar. If this requirement cannot be met, then the sum 
of the breakers will be limited to no more than the bus bar 
rating on commercial installations—the same as the 2005 
NEC requirement. The requirements apply to both the bus 
bars in a panel or load center and to any conductor that is 
fed by overcurrent devices from multiple sources. The 120% 
allowance remains in effect for residential installations in 
the 2008 NEC. 

In the illustration (opposite page), the 2005 NEC 
requirements are applied to a multistory building with a PV 
system that requires a 15 A circuit breaker in a 100 A main 
lug panel on the tenth floor. This panel is fed through a 100 
A breaker in a 400 A main lug panel on the fourth floor. This, 
in turn, is fed by a 400 A circuit breaker in the 1,000 A main 
distribution panel that has a 1,000 A main disconnect. 

Since this is a load-side connection, 690.64(B) applies 
to each panel board and conductor supplied through an 
overcurrent device from multiple sources. To meet the 
requirement in the top floor’s panel, it would have to be 
replaced with at least a 115 A panel. The feeder between the 
100 A panel and the 100 A breaker would also be required 
to have an ampacity of at least 115 A. If that top floor panel 
had a 100 A main breaker (instead of a lug connection), 
then the feeder would need to be rated at 200 amps, since 
the sum of the circuit breaker ratings attached to this 
conductor would be 200 A (100 A breaker from the tenth 
floor panel + 100 A breaker from the fourth floor panel), to 
meet the 690.64(B)(2) equation. 

At the fourth floor panel, the sum of the rating of the 
breakers is 100 + 400 = 500, which exceeds the panel rating 
of 400 amps. The panel would have to be replaced with one 
rated at 500 amps or more. The feeder between the fourth 
floor panel and the main panel would also have to be rated 
at 500 amps with a main lug panel. If that fourth floor 
panel had a 400 A main breaker, then the feeder would 
be required to be rated for 800 A. Now look at that 1,000 
A main service panel. The sum of the rating of breakers 
supply is 1,400 (400 + 1,000), which is significantly larger 
than the 1,000 A panel rating. The existing panel needs to 
be replaced with at least a 1,400 A rated panel. 

These requirements were established with the concept 
that they would help protect those buses and conductors 
from overloads even when the PV system was expanded, 
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code corner 


the electrical panels had excessive loads placed on them, or 
when the feeders were unknowingly tapped. 

Under the 2008 NEC requirements, the 120% allowance 
is permissible by 690.64(B)(2). In this case, the 100 A panel 
on the top floor is allowable because 100 + 15 = 115, which 
is less than the allowed 120 amps. The same equation 
applies to the cable when the top floor panel is a main lug 
panel and the feeder does not need to be changed. If the 
top floor panel had a 100 A main breaker, then the equation 
for the feeder conductors would still be 15 + 100 = 115 < 
120 A, and the conductor would remain unchanged. Under 
690.64(B)(2) of the 2008 NEC, only the first overcurrent 
device connected to the inverter output is required to be 
counted in subsequent equations. 

At the fourth floor 400 A panel, the allowance would be 
480 A (120% of 400 = 480), but the additional rule in 690.64(B) 
(2) requires that only the first overcurrent device connected 
to the inverter output be counted for subsequent equations 
for the first and subsequent panel boards. The equation 
becomes 15 + 400 < 480 and no changes in the panel are 
required. With a main lug 400 A panel, the same equation 
applies to the feeder and to the main panel. Also, even if a 
400 A main breaker were installed in that 400 A panel, then 
the cable ampacity would not need to be changed. 

Even with the allowances in the 2008 NEC for load-side 
connections, many systems are large enough to exceed the 
120% allowance, resulting in replacing existing load centers 
and feeders—a costly upgrade. To avoid this scenario, 
installers may utilize supply-side connections, which are 
allowed by 690.64(A) with no changes between the 2005 
NEC and 2008 NEC editions. 


Supply-Side Connections 

The supply-side connection (690.64(A)) is essentially a 
second service entrance on the facility that is connected on 
the load side of the existing meter to allow for net metering. 
(See “Code Corner” in HP111 and 112 for more details on 
supply-side connections.) 

The Section 240.21 tap rules don’t apply to these service- 
conductor taps; these requirements were developed for a 
circuit with currents flowing one way from a single source 
protected by a single overcurrent device. The service 
entrance tap with a utility-interactive PV inverter may have 
currents flowing in both directions from two sources, with 
one of them (the utility) having very limited overcurrent 
protection. 
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code corner 


A main-lug-only panel, with no single main breaker. Use an 
empty breaker position for PV system input. 


Actually making the tap will depend on the type of 
equipment involved. Many load centers do not have 
adequate space to splice to the incoming service conductors. 
The same holds true for the limited space in meter socket 
enclosures. In these cases, the supply-side tap will require 
that a new enclosure be added between the meter and the 
existing load center. 

Combined meter/load centers can only be tapped with 
permission and instructions supplied by the manufacturers. 
The cables and bus bars may be exposed with plenty of 
room for the tap, but in most cases, the manufacturer will 
not allow tapping because this would violate the UL listing 
on the device. Instead, adding a supply-side tap to this 
type of installation may require adding a new external 
meter socket and a tap enclosure before the existing meter. 


Light Duty 
Pure Sine Wave 
Modified Sine Wave Inverters 


Inverters 


Samlex America Power Conversion Solutions are available through: 


Commercial Grade 
Pure Sine Wave 
Inverters 


The existing meter is bypassed with an appropriate set of 
jumper bars. 

Some dwellings have main-lug-only panels. There is no 
single main breaker feeding the panel, but up to six main 
breakers are allowed. Empty breaker positions can be used 
as supply-side connections. The basic restriction (which 
will be in the 2011 NEC) that would apply to this type 
of main service panel is that the sum of the overcurrent 
devices from the PV inverter(s) should not exceed the 
rating of the panel bus bar or the rating of the service 
entrance cables. 

Connections from a PV system to the utility are still 
somewhat complex. However, the requirements in the 
2008 NEC have allowed smaller systems to be more 
easily connected in the commercial environment. In either 
residential or commercial PV installations, the requirements 
of the code should be studied in some detail to ensure a 
safe and durable system. 


Access 

John Wiles (jwiles@nmsu.edu) works at the Institute for Energy 
and the Environment, which provides engineering support to the 
PV industry and a focal point for code issues related to PV systems. 
A solar pioneer, he lived for 16 years in a stand-alone PV-powered 
home—permitted and inspected, of course. He now has a 5 KW 
utility-interactive system with whole-house battery backup. This 
work was supported by the United States Department of Energy 
under contract DE-FC 36-05-G015149. 


Photovoltaic Power Systems and the 2005 National Electrical 
Code: Suggested Practices by John Wiles © www.nmsu.edu/~tdi/ 
Photovoltaics/Codes-Stds/PVnecSugPract.html 


PV Systems Inspector/Installer Checklist & previous “Code 
Corner” articles © www.nmsu.edu/~tdi/Photovoltaics/Codes-Stds/ 


Codes-Stds.html 


Battery Chargers 
Inverters with 
transfer switch 


NEW BATTERY MONITOR 
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SGR |Frost 


Energy Efficient 
Refrigerators & Freezers 


Customized To Fit Your Needs 


> Available in DC 


) feca 


www.stecasolar.com 


or AC 
> Select From Over 10 a iim = 
Models — y 
> Choose from 1000's ‘e —— 


of Colors, Finishes & oa 


words l@ Steca PF 166 


Solar Fridge / Freezer 


We also Manufacture 
Composting Toilets! 


Automatic switch on 12 V or 24 V system voltage 
Unit runs on a single 70 W module in most climates 
Digital temperature setting and display 

Power outage display 


Please Contact Us For More Info 


P.O. Box TIOI, Grcata, CG 95518 
tel: (707) 822-9095 = fax: (707)822-6213 info@ 


frost. = WWW. frost To purchase, contact 
een peannrasy com DidwMiew §=SunWize Technologies Inc. | 800-817-6527 


info@sunwize.com | www.sunwize.com 


Fast cooling due to compressor speed control 
Patented Stop-Frost system to reduce condensation 


User Friendly Hydro Power 


PV PE 


acme conduit entry(ACE) 


hassle free wire transition, 


Er? | any conduit type 


Now Featuring Permanent Magnet Alternators 


. . a : = 
Repair Service SP 
Parts ae oso eran cn see 

Upgraded Parts 
—— 


Available for: Professional Solar, UniRac, DP&W Power Rail, Two Seas, Schuco, Conergy 
for many H omescale Hyd ros includ i ng ee stainless steel ae 
Harris, ES&D, Windstream, Little Spokane, s 
and others. 


diternative Power & Machine 
4040 Highland Ave. Unit #H * Grants Pass, OR 97526 
541-476-8916 
altpower@grantspass.com 
www.apmhydro.com 


Accurate...... 


acme solar site evaluation tool (ASSET) 
digital solar site evaluation with user friendly software 


WI LEY Tel: (845) 247-2875 


EBC Tete LLC (845) 633-2065 
pape der www.we-lic.com 
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Energy 


Efficient 


y Refrigerators’and Freezers 


Available in 112/24V D@ or’new 120V AG 


Runs on 70 watt panel and 110 amp/battery in most climates! 


www.SunDanzer.com 
info@SunDanzer:com| 


renewable energy data 
collection and control 


www. aprsworld.com 
+1-507-454-2727 
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e Self Cleaning 

e Easy Installation 

e High Capacity 

e No moving parts 

e Pipe, ramp and 
box mountings 


Precision Wedge Wire 


Coanda Screens 
for Hydro, Agricultural, and 
Domestic Diversions from 
10 gpm to 500 cfs 


— We specialize in creatively engineering solutions 
for your unique hydro diversion screening needs. 
— Our solutions are cost effective with numerous 
screen mounting options; we also have 
durable 304 SS mounting boxes. 


Visit us at www.hydroscreen.com 
or call (303) 333-6071 

e-mail: RKWEIR@AOL.COM 

We don’t just sell screens, 

we engineer solutions! 


Gontactius at 
(9115) 821-0042 


FEATURES: 

+ Thickipolyurethane insulation 
+ Patented low/frost/system: 

~ Automaticjoperation: 

~ Easyjtojclean)interior) 

: 


Off-Grid Solar Energy 
Specialists 


We'll help you through the confusion 
with the best design and components 
for your off-grid installation. 


¢ 8+ years solar installation experien: 
¢ Full support for do-it-yourselfers 

* Wiring diagrams for your system 

¢ Packaged systems available 


Solar, 


We Carry 
all Major 
Brands 


888-782-0706 


Solar Panels « Wind Turbines » DC Lighting 


ABS Alaskan, Inc. 


Alternative Energy & Remote Power 
2140 Van Hom, Pairhanks, AK SOTO 
dol frets BONE TS 0 fe: OT, 


Alka Batiery Anchorage, AK. pt) AT-Sel? for: 7-562 
Disiribation Crater erin, WA nie AES 75-5745 fie 495-75 1-57 4K 


iro Complete Systems - & More 
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Expert Solar Design, 
Unsurpassed Customer Service 


Whether you are looking for a solar system to power your entire 
home, or a small system to provide back-up during a power 
outage, the sales and design team at Innovative Solar Solutions 
brings the experience and commitment to service that instill 
confidence in our customers. 


INNOVATIVE 
ZINN 


co” 
ce 
rT 
—_— 
| 


= Solar Water Pumping Systems 

an SC Solar Company = Inverters, Charge Controllers and Batteries 

= Large Selection of Solar Panels 

= Complete Systems - Grid Tied & Off Grid Systems 


We carry all major brands: 
Sharp, Kyocera, 
Grundfos, Outback, 
innovativesolar.com 2725 WESTINGHOUSE BLVD., SUITE 100, CHARLOTTE, NC 28273 Conergy 


WITH 
ULTRA LOW ENERGY 
with only 25 - 130 WATTS! 
The most efficient coolers on the planet. 
12, 24, & 48 Volt DC Evaporative Coolers. 


Also available in 120 & 240 Volt AC. 
Made from Stainless Steel = Long Life! 


KAR KOOL FOR YOUR VEHICLE 


www.homepower.com 4 4 4 
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Carbon Offsets 


Climate Hero or Villain? 


by Michael Welch 


It’s the general scientific consensus that climate change is 
moving forward more rapidly than previously thought, and 
many of our planet’s citizens are rightfully concerned. There 
is no longer any credible doubt that humans are causing the 
climate to change at a rate that is much greater than might 
have occurred from natural global cycles. And there is no 
longer any doubt that if we do not curb our greenhouse gas 
(GHG) emissions, we risk irreparably harming life on Earth, 
causing extinctions that may include even our own species. 

Using renewable energy sources, such as the wind, 
water, and sun, improving your home’s energy efficiency, 
and figuring out more sustainable transportation options 
all can help decrease your carbon footprint—the amount 
of GHGs your activities produce. But these methods can be 
seen as inconvenient or too costly. 

Carbon offsets are another option designed to decrease 
your total carbon impact—without changing your lifestyle. 
Some carbon offsets are voluntary investments in programs 
that pool those funds and reinvest them to support 
nonpolluting energy generation plants like solar, wind, 
or even methane collection from landfills. Other carbon 
offset programs invest in energy efficiency efforts for 
developing regions, reforestation, urban tree planting, or 
saving ancient forests from clear-cutting—all designed to 
help slow increases in carbon dioxide (CO ) pollution. 


The Carbon Confusion 

When you buy carbon offsets from any one of hundreds of 
brokers or directly from the organization using the funds, 
what you're really buying is a piece of paper intended 
to assure you that the money you just spent is used as 
promised. Usually, your money is pooled to increase the 
scope of the offsetting investment. But it is often difficult 
to compare programs to find out which are most effective, 
and which have the questionable primarily purpose of 
generating income for someone. 

Carbon offsetters usually sell their programs by putting a 
price on the tons of CO, kept out of the atmosphere. The more 
you buy, the more carbon you “save.” Most of the available 
programs support carbon sequestration efforts—planting 
trees or preserving forests. Others are focused on pooling 
funds to build new RE projects or energy efficiency projects. 
Comparing programs can be difficult, as they often couch 
their carbon savings and pricing in much different terms. 
For $10 per tree, the Mississippi Project promises to plant 10 
loblolly pines on its 500 acres in Mississippi. For about $7, the 


Conservation Fund’s Go Zero program says they will plant 
one native tree in a designated protected area. 

But the devil’s in the details. Using the Conservation 
Fund’s carbon calculator, my carbon footprint is 6.1 tons 
per year. (The “average” American’s footprint is about 20 
tons per year.) They suggest that planting five trees, for 
a total fee of about $37 each year, will make up for my 
footprint in 100 years of those trees’ lives. According to 
the Mississippi Project, one tree will absorb 15 pounds of 
CO, per year over its lifetime (of about 100 years), which 
would mean I should buy at least eight trees per year under 
their program. Since their program offers tree purchases 
in blocks of 10, I’d have to shell out $100 up front to fully 
offset my year’s footprint. 

So, how does one explain the 40% disparity in price 
between these two programs? By added value, or merely 
by the profit strategy of the seller. The per-tree price 
difference is at least partially explainable because the 
Mississippi Project will send you photos of your trees being 
planted and a document commemorating your contribution 
to the global warming fight, place a plaque with your name 
and message at “your” stand of trees, and, finally, send you 
a photo each year showing the growth rate of your trees. 
The Go Zero fund just plants the trees without any hoopla. 
Another value difference between the two is that the more 
expensive one is a for-profit partnership intent on making 
money, and the other is a registered nonprofit that will use 
any funds to further their environmental goals. 

Reading the fine print may reveal still other things that 
may be important to you—like the trees may be planted 
in monoculture-type tree farms for future harvest. Others 
may intend to reforest clear-cuts within ancient forests to 
eventually restore the forest. The value of each strategy is 
a judgment that we make as individuals. What’s right for 
one person may not fit for another, but one point is that 
these differences make the costs per amount offset difficult 
to compare. 


Gaining Some Carbon Clarity 

How can we possibly trust the purveyors of carbon offsets 
with such a disparity in both costs and methods? How can 
we trust that the shysters have not worked their way into 
this market for such intangible goods? We can’t, really— 
according to the San Jose Mercury News, the industry is a $100 
million a year market—and growing. Dollar signs light up in 
the eyes of both legitimate and illegitimate businesspeople. 
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There must be some sort of 
independent certification and 
verification processes to help the 
public decipher it all and not get 
duped. 

One method that has been 
developed is to treat carbon 
credits as a commodity, and 
the Chicago Climate Exchange 
(CCX) has been set up to do just 
that. However, the traders must 
be members—you or I cannot 
just walk in and purchase offsets. 
According to CCX, their members 
and transactions represent “the 
only [carbon] reductions made 
in North America through a 
legally binding compliance 
regime, providing independent, 
third-party verification.” 

Another method is_ for 
independent, third-party 
nonprofits to analyze and certify 
offset programs. This makes the 
programs more trustworthy 
for end-consumers who do not 
have the time and wherewithal 
to investigate every program. 
Perhaps the most prominent of independent certifiers is 
the Green-e program, which personally certifies some 
projects that offset carbon by investing in 100% renewable 
energy. Green-e climate certification guarantees no double- 
selling of GHG emission reductions, and sellers must make 
appropriate disclosure. Green-e certified offset programs 
use standard sets of protocols to make sure GHG reductions 
are real, verifiable, enforceable, permanent, and that the 
projects would not have happened anyway. 

If you're looking to purchase personal carbon offsets, 
you either have to do your homework very carefully, or 
rely upon the three Green-e certified companies: 


e 3Degrees—sells methane capture and RE credits in 
various developing nations; 

e Bonneville Environmental Foundation—sells clean 
energy offsets primarily from wind projects; and 

e Community Energy—sells wind-generated offsets. 


Because of the consumer-protection issues of program 
comparison and legitimacy, our government is also getting 
involved to increase the viability and trustworthiness of 
individual carbon offset programs. In California, a bill is 
working its way through the state legislature that would 
require verification of voluntary carbon offsets sold in 
the state. Other states will likely follow, and the United 
States Congress has several bills that deal with carbon 
trading or offset verification. And finally, the Federal 
Trade Commission is under pressure to update its green 
marketing guidelines to provide more oversight for the 
offset market. 


www.homepower.com 


power politics 


Buyer beware: Check out the available carbon offset programs carefully 
to make sure your money is being spent appropriately. 


Cure for Climate Guilt 

But aside from verification processes, programs that are 
hard to compare, or those meant primarily to remove your 
money and put it into someone else’s wallet, do offset 
programs really have the net positive effect that concerned 
folks are hoping for? That question is being debated by the 
environmental community, and the answer is not entirely 
clear. 

One of the largest concerns is that offsets are being 
used to avoid making needed lifestyle changes. Instead 
of slowing down on the freeways or driving a more fuel- 
efficient vehicle, they offer an easier way out—all you need 
to do is shell out some bucks to buy enough carbon credits 
to offset your carbon footprint. A close friend of mine who 
is a forester manages the privately owned van Eck forest 
near my home in rural Humboldt County, California. The 
forest is managed sustainably but sells its carbon credits to 
people who want to offset their GHG emissions. California 
Governor Schwarzenegger has purchased these and other 
credits to justify (oops, I mean “offset”) a wasteful lifestyle, 
including flying around California and the world in 
private jets and maintaining his fleet of Hummers (goliath, 
dreadfully inefficient SUVs). 

Like many who truly understand the climate change 
situation, Schwarzenegger seems unwilling to give up 
the lifestyle that he has gotten used to. Carbon offsets 
offer the perfect out—he can still be a jet-setter, yet avoid 
the appearance of a net positive contribution to global 
warming. The governor is a radical example, but thousands 
of others use carbon credits to offset everything from 
annual vacations to driving three blocks for a six-pack. 
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Not all offsetting is used to justify carbon excesses. 
Another friend, who has been a climate activist since before 
most of us even heard of global warming, carefully considers 
the environmental consequences of his actions and tailors 
his lifestyle accordingly. He walks and buses around town, 
but as an observer in international negotiations involving 
the Kyoto Protocols, he had to fly to participate, and 
purchased carbon credits to offset the flying he could not 
figure out how to avoid. 


Most of the offsets for sale to consumers are coming from 
planting trees or restricting the cutting of ancient rainforests. 
If you invest your offset dollars in saving Amazon rainforest, 
who’s to say that particular forest plot would not have been 
saved anyway, or that the loggers will not just move to the 
next tract? While rainforests are of huge value in converting 
atmospheric CO, to sequestered carbon and atmospheric 
oxygen, environmental groups like Greenpeace and Friends of 
the Earth fear that the widespread availability of the resulting 
carbon offsets are clouding the need for individual and 
government efforts to reduce GHG production. Others fear that 
when isolated U.S. citizens buy rainforest credits, there is no 
consideration of local impacts, like the livelihood of indigenous 
locals. Uninformed meddling by foreigners in local land-use 
issues can lead to invasions, evictions, destruction of croplands, 
and violent conflict, according to Survival International, which 
supports tribal peoples worldwide. 


+m Unprecedented Innovation 
af ’ Unmatched Quality 
) Unbelievable Price 


Introducing the S-5-PV Kit, a 
revolutionary new solution to attach solar PV 
panels to standing seam metal roofs! 


Crystalline PV modules mounted 
with the S-5-PV Kit to a standing 
seam metal roof produces a 
reliable 30-year alternative power 
source. The patented design of the 
attachment clamp and attendant 
round-point setscrews enables an 
entire installation without a single 
penetration of the roof’s surface! 
Installation is quick and easy. 


888-825-3432 = www.S-5.com 


The forestry-related offset programs I reviewed were all up- 
front about the trees taking about 100 years to sequester one’s 
annual tonnage of carbon emissions. But this brings up a major 
question that is being left undiscussed—how can one justify 
taking 99 extra years to make up for the current year’s carbon 
excesses? To answer this question, it’s necessary to make a value 
judgment of what length of time is reasonable for sequestration 
to make up for a year’s worth of carbon releases. And it can 
become a difficult research project to figure out how much 
carbon is sequestered early versus later in a tree’s life. 

In working on your own personal carbon footprint, 
first and foremost put effort into reducing GHG emissions. 
Taking my own advice, I will be investing in energy 
efficiency, more RE for my home and office, and a more 
fuel-efficient vehicle—before buying offsets. Then when 
further reduction and efficiency efforts are not options, I 
will take a closer look at offsetting my carbon footprint, 
buying from certified nonprofits that use funds to build 
new renewable energy projects. 


Michael Welch (michael.welch@homepower.com) has been working 
for a clean, safe, and just energy future since 1978 as a volunteer for 
Redwood Alliance and with Home Power magazine since 1990. He’s 
starting to think that Redwood Alliance could make a few bucks selling 
carbon credits from its PV systems. Any takers? 


Green-e ® www.green-e.org ® Carbon offset certification & 
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xXC3 Solar Modules 


High Quality Modules and Controllers 


“This is quite a well built 85 watt panel, | am impressed. Quality 
angle Aluminum; very rigid construction.” 


Orval Snyder Northwest Power CO, LLC 


Distributed by: 
Affordable Solar www.affordable-solar.com 
Telephone: 1-800 810 9939 


Please quote the special offer code “XC3” for preferential pricing. 


www.xc3solar.com 
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Don Loweburg — 
NABCEP Certified Installe 


Sz 


Located in the central Sierra, near Yosemite 


e-mail: ofln@aol.com 
www.psnw.com/~ofin of KHOLERa 
P.O. Box 231, North Fork, CA 93643 ™ 


CA Lic. #661052 MEMBER 


The BEST Tool for Solar Site Analysis 


JUST GOT BETTER! 


a The original Solar Pathfinder 
USER’ FRIE S with its reflective properties 


IENDLY4 
FAS TAS ACCURATE! 


gives an excellent “instant solar 
blueprint” of the prospective site. 


Now, the NEW Solar Pathfinder 
| Assistant software, and 
_ your digital camera, carry 
that shading information 
into a concise, thorough, 
_ professional-looking solar site 
analysis report in just seconds. 


Solar Pathfinder Assistant: 
automatically adjusts for magnetic 
declination, latitude, azimuth, tilt angle, & 
tracking mode (fixed, 1-axis, 2 axis); 
automatically does yearly energy computations using included NREL data 
(no internet connection necessary); displays “before/after” results of 
removing obstructions; and creates professional-looking reports! 


Solar 


ASSISTANT 


RAISING THE STANDARD IN SOLAR SITE ANALYSIS 


3953 Marsh Creek Road, Linden, TN 37096 © 317-501-2529 ¢ Fax 931-589-5400 
info@solarpathfinder.com * www.solarpathfinder.com 


SUNEARTH nc 


Quality Solar Energy Products 


The Empire Series Liquid Flat Plate Collector 


www.sunearthinc.com 


SunEarth, Inc. 
8425 Almeria Avenue, Fontana, CA 92335 
(909) 434-3100, FAX (909) 434-3101 
Distributor inquiries welcome. 
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IN A'BEAUTIEUL 
AFFORDABLE aunee RIEAIND 
$418 OLOUMAOE-SWATET&3)316 ORIN 


“PER SEMESUER 


FOR ADDITIONAL INFORMATION ABOUT THE 
RENEWABLE ENERGY PROGRAM AT 

SAN JUAN COLLEGE, FARMINGTON, NM 
PLEASE CONTACT: TOM MUNSON 

(505) 566-3003 OR (800) 241-6327 
munsont@sanjuancollege.edu 


Solargenix Energy 


Sales and Manufacturing 

3622 South Morgan Street 
Chicago, Illinois 60608 

T 773.847.8333 F 773.847.8555 
www.solargenixchicago.com 
info@solargenixchicago.com 


The Winston Series 
Parabolic Concentrating Collector 


Designed at the University of Chicago; 
Manufactured in the USA 


Solargenix - An Enlightened Approach 
to Solar Thermal Energy 


Partner 
Opportunities 
Available 


& a reir Ss Er ad 


- Off Grid?» Have flowingewater? 
aight ao your life! | 


HEADWATER 


PIPELINE 
INTAKE HEAD 
FILTER 10° AND UP 


AEN | 


Ory 
0% 6° ralwarer 


Low head turbine: 
* Works with heads 
of 2 to 10 feet 
and large flows 

* Low flow 
runner option 


Higher head turbine: 

* Operates at heads 
of 10 feet and up 

* High output wheel 
option for heads 
over 50 feet 


Both turbines: 

e Use permanent 
magnet brushless 
alernators 
Charge 12, 24, 48 
Volt batteries or 
higher voltage for 
long distance 
Have cast 
bronze runners 
Generate up to IKW 
or more at best sites 


LH1000 


Energy Systems & Design 


“Innovative turbines since 1980” 
Manufacturing cost-effective 
water powered generators 
For more information: 
www.microhydropower.com 


506-433-3151 


Hydrogen aed ogapen battery gas-calaltcall) recombered into pare 
water and mohumed io each battery cell, Keaps battery lopped off for 
extended periods of time and reduces mainianance costs. Exploaive 
hydrogen 92s 15 virivally elimmated from the baltery area. Comesne 
apa) and fumes are conlained and washed back into each battery cell 
Elecrohte keg! strong longer, extending the uselul power and le of the 
battery, HYDROCAP Vents simply replace the battery's caps. Baflery 
mainianance is graaily reduced. Write or call for mone informahion 


=  Hudrocap 


Thee Pad zt. 


S05-896-2504 
O75 NW 95 St. 
Miami, FL 33750 


home power 126 / august & september 2008 


Solar re Veil 
i eathote Homes, Wate j 
and Telecommuhica on BY stem 5 
ron iene 


Call one of our: © 
Solar Designgliechnicians to 
help soy the right system ae lil 
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Electricity From the Sun 


Four SunPipe-13's in 25 x 35 living room. 


The Best Daylight Pipe 
The Brightest Daylight Pipe 
No Heat Gain, Roof Leaks or Electricity 


The Original 


WWW.SUNPIPE.COM - 800-844-4786 


NABCEP 


CERTIFICATION 


Select a NABCEP certified PV and solar thermal 
installer for the highest quality installation 


“our PV system was a 

big investment in the 

future and | wanted it 

installed by a profes- 

sional with national 

credentials to make 

sure it was installed 

properly. The NABCEP Certified installer 
did just that, and the system is operat- 
ing flawlessly.” 


Mike Burnetter, Home Owner 
and Professional Engineer 


The North American Board of Certified Energy 
Practitioners (NABCEP) awards professional 
certification to solar electric (photovoltaics) 
and solar thermal installers. NABCEP’s high 
standards are designed to protect consumers 
and enhance the profession. 


Select an installer with the NABCEP PV or 
Solar Thermal Certification... 


THE One That's Hard to Get 


To find nationally recognized Certified Solar Electric and 
Solar Thermal installers in your area go to: 


—. 


www.homepower.com 


North American Board of 
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Waticun Solar Trackers 


a : Residential 


Single & Qualsiinis Azienuth 
Goria Trackers mount omer 
2 Kilo Watts of photowotale 
Peeliilea 


Omnencial 


Fined-Tah Azimuth Serkea 
Tratkers Bou nea.) fo 6 ilo Waits 


HE-Linear Augie Trackers 
mau 104 20 kilo Wale and 
ge bhe baste Gullding blocks 
A PV Power Planta 


ARRAY TECHNOLOGIES, INC 
phone: S05-H1-TS67 
fax: O7B-633-9702 
a AT PSU Conk 
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Casa Verde 


by Kathleen Jarschke-Schultze 


This past spring, I pored over the seed 
catalogs with an intense fervor. Reading 
Barbara Kingsolver’s Animal, Vegetable, 
Miracle, a chronicle of her family’s year- 
long odyssey to procure their food 
from neighboring farms and their own 
backyard, had given me new resolve to 
not only grow open-pollinated seeds, but 
to save said seed and use that seed for the 
next year’s garden. I decided that if we 
liked a variety in particular, I would see 
if I could grow it and then save its seed. 


Salad for Rodents 

I had tried to start my own plants 
from seed before. Years ago, I created a 
tiny greenhouse space on the southeast 
side of the house by attaching a light, 
wooden framework to our roof’s 3-foot 
overhang. With corrugated translucent 
fiberglass panels for the southeast- 
facing wall, a door on each end, and an 
old screened window for venting, I had a greenhouse. I built 
a long two-tiered shelf from 2 by 4s. A hose bib on the corner 
of the house, now inside the greenhouse, supplied water. 

I found I could start some seeds—broccoli, lettuce, cabbage, 
beets, and spinach—out there. It seemed like I had everything 
I needed. The problem was I had more than I needed: I had 
varmints. As soon as the first leaves appeared on my starts, 
the mice would eat them down to a nub. Sometimes they 
would dig up the moisture-swollen seed and eat it before it 
could break ground. I gave up. 


Jewel of a House 

This spring, I found my gem—the Solar Gem, that is. The 
one-piece greenhouse is made of molded fiberglass in a 
Gothic arch shape. The front door is a sturdy metal storm 
door with a screened window. The roof vent is powered by 
beeswax—and the sun. The wax, contained in a black tube 
attached to the vent itself, expands with heat and pushes the 
roof vent open. As it cools, the wax contracts, the mechanism 
slides back down, and the vent closes. Way clever. 

The greenhouse has a 10-inch lip, turned inward, on the 
bottom edge. To prepare for delivery, I had to level an area and 
dig a 10-inch-wide trench for the perimeter of the greenhouse. 
The place I chose was on an incline, so my trench was 3 inches 
deep on one side and 18 inches deep on the other. I had to dig a 
walkway to the door so I would be able to open it. 


Ground Zero, Kathleen One 

Merely trying to eyeball the places to trench was just not 
going to work. I ended up using a long level atop a 2 
by 4 to get an accurate grade. I have a buddy who helps 
me on occasion, but prefers anonymity. I called Friend 
and asked what the equation was for figuring out the 
diagonal measurement of my foundation excavation. That 
way I could measure each kitty-corner and see if the pad 
was square. I waited, poised with calculator in hand. I think 
he said something like, “That would be A plus or minus B 
times C without D.” Whenever someone starts talking like 
that, my brain starts crackling like bacon. I ended up placing 
a stone on each corner, and measuring with my tape and 
moving stones till the diagonals matched. After leveling and 
squaring, I covered the ground in 1-inch chicken wire to 
keep ground-diggers out, and then covered that with black 
weed cloth. 

The greenhouse arrived on March 14. Luckily, the snow 
had melted the week before and the road was pretty much 
dry. The guys who delivered it just took it off the truck, 
walked it over, and set it in place. 

After the greenhouse was in place, I laid a walkway of 
pavers down the middle and laid 3 inches of gravel on either 
side. My husband Bob-O had to cut one paver to fit around 
the hose bib that was already in place when we set the 
structure down. 


home power 126 / august & september 2008 


Sowing & Growing 
Even though Oregon’s Rogue Valley is just over the Siskiyou 
Pass from us, the plants there are a month ahead of ours in 
bloom time. On my next trip to town, I bought some lettuce 
starts, cole-crop seedlings, and some potting soil. I already 
had my seeds, which I sowed in pots and flats. I started 
tomatoes and peppers on a heated seedling mat in the house. 
I divided and repotted six packs. I’ve found that if you 
get your seedling six packs early in the season, there is 
more of a chance of finding multiple plants in each cell. 
This year, from one six-pack of broccoli, I separated out and 
repotted 24 seedlings. A six-pack of Swiss chard bought at 
the same time yielded 29 individual plants. If you look, you 
can usually find two-fer tomatoes, peppers, and squash. I 
consider that a good investment. In my experience, if you 
get plants young enough, repotting or transplanting is 97% 
successful. 


Heating Up the Night 

Despite the calendar’s proclamation that spring was official, 
it was still getting very cold at night. I needed to be able to 
monitor my new greenhouse environment. I had a digital 
recording thermometer designed for indoor/outdoor use, 
but the outdoor sensor had died. Rather than tossing it, I 
just clipped that wire off and mounted the unit on the plant 
shelf in the greenhouse. Bob-O bought me a cheap, outdoor 
recording thermometer, which I also mounted on the opposite 
shelf with the sensor outside. 

I found there was a difference of only a couple of degrees 
between the inside and outside temperatures at night—not 
good conditions for delicate baby plants. To protect them, I 
needed to figure out how to better regulate the greenhouse 
temperature at night. At our house, in early spring we have 
all three renewable power sources producing. The wind is 
blowing down our little canyon, the sun is shining more than 
not, and the creek is running strong. I could use electricity all 
day long since the batteries are always full. With full batteries 
and an abundance of RE production, without the grid to 
feed back into, not using the excess electricity is essentially 
wasting it. 

I snaked an electrical cord out the guest room window, 
across the driveway, and into the greenhouse. Bob-O said it 
would be fine—if I protected the run across the driveway. I 
found two old barn planks and made a speed bump with the 
cord between the boards. Once the greenhouse was wired, I 
topped a small square of plywood with an electric heating 
pad and set a 5-gallon carboy filled with water on that as 
thermal mass. After stringing the upper shelf bars with some 
white LED holiday lights, I was ready. 

With this setup, I found I could keep the greenhouse 
about 8°F warmer than ambient. The heating pad and lights 
were plugged into a plug strip on a timer, which was set to 
turn on a couple of hours after dusk. At night, the LEDs made 
the whole greenhouse glow wonderfully gold. Plus, I could 
look out at the greenhouse and tell at a glance whether the 
heating pad was on or not. 

This worked well for a few weeks. The seedlings grew. 
I harvested lettuce and chard from pots and flats. I moved 
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Courtesy Kathleen Jarschke-Schultze (2) 


home « heart 


The Solar Gem’s footprint and walkway had to be cut on the 
upper sides of the sloped ground. Inset: The passive vent 
mechanism opens when interior heat expands the beeswax in 
the tube. 


my tomatoes and peppers out to the shelves, with their 
seedling mat for night warmth. Then the temperature hit 
17°F inside the greenhouse one night. I lost most of my 
tomatoes. Here I was thinking about how I had so many 
I would have to give some away. Pride goeth. I had to do 
something more proactive to get my plants through the 
cold snap. 

When our RE system batteries are full, the excess energy 
is shunted over to our hot water tank. With three consistent 
springtime energy sources, our water is very hot this time of 
year. Every night, I filled eight 1-gallon jugs with hot water 
and placed them among the plants. I also threw a large shade 
cloth over the top of the greenhouse. It worked, I was able to 
keep the temperature 11°F above the outside temp. It did not 
get down to 17°F again inside, and I did not lose any more 
plants. 


Casa Verde 

I love the greenhouse. I can see that this is going to be a 
wonderful tool in my quest for a more self-sufficient life. 
My garden is full of plants I’ve started or reared. In the 
morning, I go out just to check on the plants, and I find 
myself still there an hour and a half later, “playing in the 
dirt.” I look at seed catalogs with a new and brighter eye. 
We've been eating greenhouse salads for weeks. Our diet 
is now open to many homegrown possibilities. Life is good 
(and green). 


Access 

Kathleen Jarschke-Schultze (kathleen.jarschke-schultze@ 
homepower.com) is getting harder to pry out of her off-grid home in 
northernmost California. 


Solar Gem Greenhouses ® www.solargemgreenhouses.com 
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Hanns Hydro 


Adjustable Permanent Magnetic 
Brushless Alternator 


PO) Box 1567: 
Redway, GA 95560 


BZ Products Model MPPT500 


500 watt 45 amp Maximum Power Point Solar Control 


Boost charge current up to 30% 
Up to 45 amp output current 
Microprocessor control 

95 % efficacy 

500 watt PV input 

Universal PV input 12 to 48 volts 
12, 24 or 48 volt output 

Digital metering 

PWM float control 

Battery temperature sensor standard 
Five year warranty 

Made in U.S.A. 


; iy BZ Products, a 


(s- 314-644-2490 * www.bzproducts.net * bzp@bzproducts.net 
=z 7914 Gravois, St. Louis, MO 63123, USA 


RAE Storage Battery Company 


Since 1943... Quality & Service 


Introducing: Surrette Solar-4000 series 


6-volt golf cart size battery with 
superior cycling. 210AH & 225AH 

with 0.180” positive plates that are 
double the thickness of standard golf- 
cart size and have enveloped separators 
with glass mat. 


Made especially for us by Surrette- 
these are true deep-cycle batteries for 
your small solar applications! 


; iD nied i 


Phone 860-828-6007 

Fax 860-828-4540 

51 Deming Rd., POB 8005, 
Berlin, CT 06037 


Blades & Hub 
Magnets 
Magnet Wire 
_, Batteries, 


= eR Efators 


1108 fie Awd, 


were mageetdsale iden 


Battery Watering Made Easy! 

RV, Off Grid 
PeO-TILE Marine ; 
“= Golf Carts 


PRO-FILL is not only for your “HOME POWER” 
applications. You can also use on your RV, camper, boat, golf 
cart... Get the picture? Visit our web site to see ALL of these 
applications. PRO-FILL, the most convenient and accurate 
means of filling and maintaining battery water levels. Period! 

5 year warranty, free shipping in USA. 


Distributed by: JWP 


VISA E-mail: sales@janwp.com incerta 


Call Bob- 1-616 822-7587 
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SOLAR HOT WATER SYSTEIS <= 


Chan 


SOLAR WAND SYSTEMS SRE 
CLEAN; Reduce CO? by 2,500 Ibs. 7 
Per Yoar (=Oriving a Small Car) 4 
AFFORDABLE: = $1.00/Tharm or 
A 50,05/kWVh 


: 4 Year Warranty: FedEx Ground; 0-4-7 Manual 
| www. butlersunsolutions.com 


| 
Butler Sun Bolutions | t= 
eesti lar ari Meee 


SUNDA Evacuated Tubes 


Aerospace Technology for 
Solar Water Heating 


vw oe 


Domestic Hol Vater 6 rome Meeting 
Paci A Sis 
Camenercan | inatttereal 
Agrioumural | incusirial 


Aifcentable wikcuum tube collectors 
for supeiict peromance in al 
Shins and climes 


=i un 
3 Siar 


Sun Spe Solar 


Avaliable matically thepigh an 
PO Bos && 


ez panding dealer nertercr 
Jen Gir tees | Del Water Gan, PA, WaT 
Training and technical supepcert ATO aga, 1a 
prowkded infiagcier cen | www eel corn 


BCEP 


CERTIFICATION 


Get THE Distinquished Mark 
for Renewable Energy Professionals 


Since 2003, the North American Board of Certified Energy 
Practitioners (NABCEP) has been awarding professional credentials 
to renewable energy installers. NABCEP’s rigorous competency 
standards for certification sends a clear message to consumers, 
financers, and public officials that the Industry stresses high quality, 
safe and ethical business practice and workmanship standards. 


THE One That's Hard to Get 


To find out how to become a Certified Installer please visit: 


Next NABCEP Exam September 13th 


ified Energy Practitioners out 
= 


Zomeworks i Corporation | 
800-279-6342 zommewrork@Pzomeworks.co 
Simple, Reliable Products 


See Double Play Systems Performance 
www.zomeworks.com 


Cool Cells* & Battery Boxes 
Universal Track Racks™ 


www.homepower.com 


2 THERMOMADX 


SOLAR WATER HEATING 


Commercial « Residential 
Solar Radiant Floor 


26 years 
of industry leadership 


New Mazdon HP 200 System 


Temperature Limited 
Condenser 


IT’S ALLIN THE 
VACUUM 


¢ Save up to 80% on 
Heating bills 

¢ All weather performance 

¢ Low Maintenance 


solarthermal.com 


zev@soiarthermai.com 
Call Toll Free 


1-888-923-9443 
Ask About Dealerships 


happenings 


Aug. 10-14, ‘08. San Diego, CA. Solar Energy 
Applications. Tech presentations & courses on 
PV; R&D of solar concentrators & solar H2. 
www.spie.org 


Aug. 16-17, ‘08. Hopland, CA. SolFest. RE 
booths, workshops & kids’ activities. Food & 
entertainment. www.solfest.org 


Sep. 29-Oct. 1, 08. San Francisco. PV System 
Design for Engineers & Designers. Course on 
producing PV design documents. 
www.sunengineer.com 


Oct. 13-16, ‘08. San Diego, CA. Solar Power 
2008. Conference & expo. SEIA * 202-296-1688 « 
mglunt@solarelectricpower.org ° 
www.solarpowerconference.com 


Aug. 14-17, ‘08. Crestone, CO. Solar Heating 
Design & Natural Building workshop. 
www.crestonesolarschool.com 


Aug. 30-31, ‘08. Crestone, CO. Crestone Energy 
& Sustainability Fair. 719-256-5572 + info@ 
joinLAS.com * www.joinLAS.com 


Sept. 20-21, ’08. Fort Collins, CO. Rocky Mt. 
Sustainable Living Fair. 970-224-3247 « 
kellie@sustainablelivingfair.org « 
www.sustainablelivingfair.org 


Melbourne, FL. Green Campus Group meets 
monthly to discuss sustainable living, recycling 
& RE. fleslie@fit.edu * http://my.fit.edu/~fleslie/ 
GreenCampus/greencampus.htm 


Aug. 9-10, ‘08. Oregon, IL. IL RE & Sustainable 
Lifestyle Fair. RE booths, workshops, tours & 
kids’ activities. Food & entertainment. 

www. illinoisrenew.org 


Sep. 13-14, ‘08. Cedar Falls, IA. |-Renew 
Energy Expo. Workshops, exhibits, food, 
entertainment. www.irenew.org 


Sep. 15-17, ‘08. Boston. Alternative Energy 
Sources & Technologies. Conf. & exhibition on 
biomass, biofuel, geothermal, hydro, hydrogen, 
solar, wind & waste-to-energy. 
www.cardellexpo.com 


Auburn, MA. Seminars: Solar Basics, PV, Hot 
Water, Wind, RE & more. 508-832-4344 * peter@ 
cnesolarstore.com * www.cnesolarstore.com 


Hudson, MA. Workshops: Intro to PV; Advanced 
PV; RE Basics; Solar Hot Water & more. 
877-878-4060 * support@altenergystore.com ° 
http://workshops.altenergystore.com 


West Branch, MI. Intro to Solar, Wind & Hydro. 
1st Fri. each month. System design & layout for 
homes or cabins. 989-685-3527 + 
gotter@m33access.com * www.loghavenbbb.com 


New Bloomfield, MO. Workshops, monthly 
energy fairs & other events. 800-228-5284 « 
info@moreenergy.org * www.moreenergy.org 


Whitehall, MT. Seminars, workshops & 


tours. Straw bale, cordwood, PV & more. 
406-494-9875 * www.sagemountain.org 


Rumney, NH. Green building workshops. 
603-786-2366 * info@dacres.org * www.dacres. 
org 


Sep. 20-21, '08. Albuquerque. Solar Fiesta. RE 
& EE exhibits & workshops. www.nmsea.org 


Aug. 22-24, ‘08. Fletcher, NC. Southern Energy 
& Environment Expo. RE displays, exhibits & 
presentations. www.seeexpo.com 


Sep. 1, '08. Johnstown, OH. Ohio Green Living 
Fayre. RE, sustainable building, alternative 
fuels, food, music, kids stuff & more. 
jay@bluerockstation.com * 
www.ohiogreenliving.org 


Cottage Grove, OR. Adv. Studies in Appropriate 
Tech., 10-week internships. 541-942-8198 « 
apro@efn.org * www.aprovecho.net 


Sep. 19-21, 08. Kempton, PA. PA RE & 
Sustainable Living Festival. RE, natural building 
& sustainable ag; workshops, speakers, 
exhibits, vendors, music & kids’ activities. 
www.paenergyfest.com 


Philadelphia Solar Energy Assoc. meetings. 
610-667-0412 * rose-bryant@verizon.net « 
www.phillysolar.org 


Summertown, TN. Workshops on PV, 
alternative fuels, green building & more. 
931-964-4474 * ecovillage@thefarm.org * www. 
thefarm.org 


Aug. 1-3, '08. Marathon, TX. Sustainable 
Living & Green Building Festival. Lectures, 
workshops, tours & vendor displays on 
eco-construction, off-grid living & more. 
432-386-4257 * sowelo2000@yahoo.com * 
www.livingwithnature.net 


Sep. 26-28, '08. Fredericksburg, TX. RE 
Roundup & Green Living Fair. Exhibits, 
speakers & workshops on RE, green building, 
green ag & EE. www.theroundup.org 


Custer, WI. MREA ‘08 workshops: Basic, Int. & 
Adv. RE; PV Site Auditor Certification Test; Veg. 
Oil & Biodiesel; Solar Water & Space Heating; 
Masonry Heaters; Wind Site Assessor Training 
& more. 715-592-6595 « info@the-mrea.org * 
www.the-mrea.org 


Amherst, WI. Artha ‘08 workshops: Intro 

to Solar Water & Space Heating System, 
Installing a Solar Water Heating System, Living 
Sustainably & more. 715-824-3463 « 
chamomile@arthaonline.com * 
www.arthaonline.com 
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The biggest sustainability event in the South! 


Renewable Energy 
Green Building 


Water Use & Reuse 
4 Energy Efficiency 
9. 


Organic Growing 
ANNUAL 


Alternative Fuel Vehicles 


Green Products for Sale 

Lectures = Exhibits 

Demonstrations = Family Activities 
Organic Food = Music 


a 
ee 


& GREEN LIVING FAIR 
Sept. 26-28, 2008 = downtown Fredericksburg, TX 


877-3ROUNDUP = email:Roundup@txses.org =» WWW. TheRoundup.org 


Workshasp 


Staw Bale Construction August 1-3, S00 Dedveville, Wisconsin 


Stuting an RE Business September A, 2008 Madison, Wisconsin 
Solar Hot Water Installation Lab = September 14-14, 2008 Amherst, Wisconsin 
Wind Systern Installation September 15-20), S008 ‘TBA, Wisconsin 
Achanoed PY | Installatian September #-October4, 3008 “THA, Wisconsin 
Wind Site Assessor Training November | 7-20), SOK Custer, Wisconsin 
rea mihvest renewable enerey assocution 
call 715.592.6595 on click weywithe-moresvorg for more information 


www.homepower.com 


FEATURING: Serving the Solar Industry Since 1979 


| | 1 = less, Also Featuring: 
| | es Air Collectors 
= = eae | r 
———_—— =< -7 - 2 
a 


for Home Heating 


Liquid Collectors 
for Solar Hot Water 
& Radiant Floor Systems 


Other Solar H,0 

Products & Parts To ‘ 
¢ Pumps — 
¢ Heat Exchangers tvs ltetdoas a = F Other Solar Hot Air 
¢ Storage Tanks py val my f/f Products & Parts 


* Complete Systems ee a | St * Blowers 
an | * Backdraft Dampers 
* Controls 


* Controls 
¢ Batch Water Heaters 


° DIY Systems 


(800) 245-0311 ¢ www.aaasolar.com ¢ solarstuff@aaasolar.com 


2021 Zearing NW, Albuquerque, NM 87014 


ELECTRO AUTOMOTIVE 


Electric Car Conversions Since 1979 
Books —@= Videos —@= Kits —&= Components 


—&= Catalog Send $6.00 for our catalog, or visit our web site. 


—<é= "Convert It" We wrote the book on electric car conversions - literally! 
Send $30.00 postage paid for this hands-on how-to conversion manual, 
written in plain English for the home hobbyist mechanic. 


—<z<= Conversion Kits Complete custom bolt-in kits for the VW Rabbit 
and Porsche 914, or a universal kit for other small cars and light trucks. 


—é&= Web Site Visit our web site for our complete catalog, price list, 
gallery of conversions, and extensive conversion information section. 


P.O Box 1113-HP, Felton, CA 95018-1113 —t24= 831-429-1989 
WWW.ELECTROAUTO.COM +4 ELECTRO@CRUZIO.COM 
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SWAG Pate: 
“WALLA tis 


CIRIE! B/S! ST IBRN) By 
E|NEIRIGIY| PIAL 


August 
Labor 
-restone, 
ulting edge exhibits and presentations 


in sustainability issues av MprCOnTT Tag, 
renewable energy lechnologies 


© (Culling el 


* Alternative Building Home Tour on Monulay, 
September i: Straw Bale, Rammed Earth, Col, 
Donves, Eartheshipes 


* Fair powered by biomass gasification 


the 7th annual 
a Illinois 
” Renewable 


Energy & Sustainable 
Lifestyle Fair 


Aug. 9th & 10th, 2008 


Come explore a full weekend of 
alternative energy & sustainable 
living at the Ogle Co. Fairgrounds 
in Oregon, IL: 

Featured Speakers, Workshops, 
Booths, Displays, Tours, Children’s 
Activities, Food & Entertainment 
Interesting, informative & applicable! 


illinoisrenew.org sonia@essexl.com 
1-815-732-7332 


SOLUTIONS 
SEPTEMBER?19,20,21¢2008 
Kempton, PA 
10 Mi. North of 
Kutztown, PA 
Exhibitors, 
“7 Workshops & Speakers 
on Renewable Energy 
Organic Farming 
Music 
Children’s Activities 
This Year's 
Musical Guest 
yp 1\e enewable ener Livin ston 
P\\ Contes ete T ; 
ayes FESTIVAL ay ior 
A True Celebration of Earth-Friendly Living 


www.paenergyfest.com 


www.homepower.com 
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marketplace 


HYDROELECTRIC SYSTEMS: Pelton 
and Crossflow turbines or complete 
AC systems for standalone or 

grid interconnect operation. Site 
evaluation and equipment selection 
assistance. Manufacturing home 
and commercial size turbines 

since 1976. Free brochure: Canyon 
Industries, PO Box 36HP, Deming, 
WA 98244, 360-592-5552. Email: 
info@canyonhydro.com Web page: 
canyonhydro.com « HP12602 


FOLLOW THE SUN! Light seeking 
single and dual axis solar tracker 
controls. 

www.theanalogguy.com * HP12603 


ECOMALL: The largest 
environmental portal of earth- 
friendly companies and resources. 
Renewable energy companies, 
news and information. www. 
ecomall.com. To advertise, call 
845-679-2490. » HP12604 


XXXXXXX UNI-SOLAR XXXXXXXX 
XXXXXXX 64 Watts $359 
XXXXXXX 

M55 Siemens panels $225. Almost 
new 1500 AH AGM 12-volts $1800. 
TraceX SW5548 $2850. Ex 2KW 
inverter SB $850. Buy, sell New/ 
Used. * 760-949-0505 * HP12605 


PORTABLE AND STANDBY 
GENERATORS from Honda, 
Yamaha, Subaru, Kipor, and More 
+ Wireless Remote Start Available. 
www.hayesequipment.com 
1-800-375-7767 * HP12606 


| AM A SOLAR WHOLESALER 
looking for retailers to carry my 
solar electronic, educational 

& hobby goods. Phone # (916) 
486-4373. Please leave message * 
HP12608 


DC POWERED CEILING FANS: 12 & 
24 volts: The Best in the World: RCH 
Fanworks « info@fanworks.com 
www.fanworks.com PH: 509-685-0535 
HP12609 


LED bulbs from CCrane at discount 
prices. Many styles available in 12V 
and 120V. radiantsolartech.com 
707-485-8359 * HP12615 


HYDROELECTRIC TURBINES: 
Custom sized runners 50W-500kW, 
82-400mm diameter, stainless 
investment castings and molded 
plastic, from $120, site analysis 
spreadsheets, www.h-hydro.com ¢ 
HP12610 


CONTAIN YOUR BATTERIES SAFELY 
with vented HDPE box complete 

with welded seams and removable 
lid. Custom sizes available, UPS 
shippable « radiantsolartech.com ¢ 
707-485-8359 * HP12614 


LARGE GAS REFRIGERATORS 12, 15 
& 18 cubic foot propane refrigerators. 
15 cubic foot freezers 800-898-0552 
Ervin’s Cabinet Shop, 220 N County 
Rd. 425E., Arcola, IL 61910 » HP12616 


WANT TO LIVE RENT-FREE - 
anywhere in the world? There are 
empty homes in every state and 
country, and property owners 

are looking for trustworthy 
people to live in them as property 
caretakers and housesitters! The 
Caretaker Gazette contains these 
property caretaking/housesitting 
openings in all 50 states and 
foreign countries. Published since 
1983, subscribers receive 1,000+ 
property caretaking opportunities 
each year, worldwide. Some of 
these caretaking and housesitting 
openings also offer compensation 
in addition to the free housing 
provided. Short, medium and 
long-term property caretaking 
assignments are in every issue. 
Subscriptions: $29.95/year. The 
Caretaker Gazette, 3 Estancia Lane, 
Boerne, TX 78006. (830) 755-2300. 
www.caretaker.org * HP12611 


HYDROS, P.M. BRUSHLESS DC 
units with Harris housing and 
wheel. Up to 70% efficiency. From 
$1350. » 

www.homehydro.com 
707-923-3507 CA * HP12612 


SOLAR THERMAL BUSINESS FOR 
SALE Well established, good income, 
growth potential, in a beautiful area 
in the Pacific Northwest. Will train the 
right person. Contact: solar4sale@ 
gmail.com * HP12613 


GET HOT AIR OUT OF YOUR ATTIC! 
Solar-Powered Attic Fans 
www.southsideatticsolution.com 
(317) 847-4546 * HP12418 


OFFERING STOCK PASSIVE SOLAR 
HOME BLUEPRINTS for building a 
beautifully simple, cost effective, 
energy efficient home. Steve 
Kawell 970-769-3904 « 
www.durangosolarhomes.com * 
HP12617 


UNIQUE LAKEFRONT LIVING ON 
THE OREGON COAST! Off the 

grid community in a spectacular 
location on Booth Island in Siltcoos 
Lake. Choose from 2 custom homes 
and 4 large parcels. Virtual tour at 
www.boothisland.com. “Escape the 
ordinary.” Call today 541-999-2336 
° HP12619 


Amazing Guide to Convert Your 
Car/Truck to Burn Water, SAVE 
Fuel, Double Your Mileage! 
“Amazingly...| had an 82% increase 
in Gas mileage!” FREE REPORT 

at www.HugeFuelSaver.com ° 
HP12620 


NEED PARTS FOR MM5000W 
ADVANCED ENERGY INC 
INVERTER. For parts or unneeded 
old inverters, contact: 
joeleier@gmail.com * HP12621 


Marketplace Advertising 

Rates: $2.50 per word. $50 minimum 
per insertion, paid in advance of 
publication. Submit your ad to 
marketplace@homepower.com or 
call 800-707-6585. 
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pOZENS 
WORKSHOPS 
POST-CARBON 


=Ekti: ANNEAT, 


FUTURE 
AN GOUCATIONAL FEAST 


# PANELS, SPEAKERS #° 
WORKSHOPS 
DELICIOUS ORGANIC 


FOOD & DRINK 


PAUL STAMETS 
NEW MONSOON 


& MANY MORE CHECK WEBSITE FOR UPDATES! 


IN FOR US: | 


oe 
eer on ayy yet Ware 
ir SNe 
SOLAR LIVING CENTER 
HOPLAND,CA 
"SOLFEST.ORG 


107704200 


Boost Battery Health: 
Equalize 24/7 with BattEKQ™ 


Reduces voltage variations 
within a string of batteries. 


7 models: $69 to $399 
Wholesale, Retail, OEM 
Call Toll| Free: 
See. 222-7242 


ww.abrahamsolar.com, 


Moa 189 Digital Power Meters 


Home. Power-#67 
20-G1R: Measures AC Power up to 10 
kW, 100-250 vac single or two phase. 
New USB plug in meter, up to 1 gig of flash memory! 


ONEMeter: Standard Features include Multiple AC or DC power 
channels, PC interface, internal logging. Options include Web 
Interface, Weather Monitoring, and lots more. 

4-1850WX: Special meter for Refrigerator Replacement All products are California 


Programs. Detects Defrost Cycle, displays cost/kWh-hrs/yr. CEC eligible meters 
Other Models available. Check our website or call for details. 


Ordering or Information call 


Brand Electronics (269)-365-7744 


info@brandelectronics.com aia brandolecivonics.com 


Why not use free energy? 


ENERGY WISE 
SOLUTIONS 


Your one-stop 
renewable energy 
online store 


ENERGY WISE 
SOLUTIONS 980-621-0716 


www.energywisesolutions.net 


ELECTRIC BIKES 


“No better quality at no better price” 


800-806-7109 


www.iloveebikes.com 


Break Free From the Pump 


Enjoy the freedom of driving electric. 
Join the EAA today and declare your 
independence from 

high gas prices 

and imported oil. 


ELECTRIC AUTO ASSOCIATION ' 


For more information &____-= i 
visit us at eaaev.org f 


FreeFuelForever.com 


Solar Water Heaters-Vacuum Tube 
Superb Quality, Super Performance 
604 740 9864 Canada 
417 818 6057 USA 
Dealer inquiries welcome 
604 796 2649 
info@freefuelforever.com 


Make high aeely biodiesel with the Ester Machine! 
- 10,000 Watts of Heating Power, Fast & Efficient 
- Dewater, Process, Wash & Dry System 
- Safe and Durable, NOT a Plastic Toy 
_  - Completely Assembled and Tested 
| - Handles New or Used Vegetable Oil 

- Monthly Biodiesel Workshops and Start-Up 
Assistance Available 
The Ester Machine ™ 


We Have the Answers to Your Biodiesel Questions! 
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Announcing Solar Energy Education in Newwersey 


Grid-tied PV (5 day): September 15-19, 2008; Sandy Hook, NJ: 
Learn how to design and install code compliant PV systems to safely 
produce electricity to tie into the utility’s grid. 


Advanced PV: Design Criteria & NEC: September 22-26, 2008; Sandy Hook, NJ: 
Are you serious about getting in to the Solar Industry. Learn advanced design criteria, 
wire sizing calculations, maintenance & troubleshooting, NEC and more... 


Solar Hot Water (3 day): September 29- October 1, 2008: Sandy Hook, NJ: 
This workshop will teach the theory, design considerations and installation techniques 
necessary to install and maintain a solar domestic hot water system. 


Solar & Radiant Heating (3 day): October 2-4, 2008: Sandy Hook, NJ: 
This 3-day workshop provides critical information to design practical and efficient solar & 
radiant heating systems. 


‘og SEI OnlineiGoursesl 


So i 
-PV Design Online -Building for the Future Online = 
Bivanced PV Online Sustainable Home Design ————, : 
is Design Criteria & NEC LOG ON TO Yous SOLAR FUTURE! 


Solar Energy International 
PO Box 715 Carbondale, CO 81623 
39845 Mathews Lane Paonia, CO 81428 
970-963-8855 *fax 970-963-8866 
sei@solarenergy.org 
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installers directory 


Experienced renewable energy professionals install high-performance, code- 
compliant systems, and will offer you service and support after the sale. As 
with any home improvement project, request references and certifications, 


and compare bids before you buy. 


Alabama 


Affordable Solar Hot Water and Power installs 
in Alabama and Georgia, solar hot water, pool heating, 
and electricity. We consult and certify for, energy efficiency, 
green building, new construction or existing buildings, for 
tax credits, to increase value, comfort and air quality. The 
most reliable products, at a fair price. www.asolarpro.com, 
asolarpro@gmail.com phone 334-828-1024. 


Alaska 


ABS Alaskan, Inc. Anchorage — Fairbanks — Renton, 
WA Battery systems, Remote power systems, RE systems. 
OEM design and fabrication. Consultation & design, sales, 
installation, & service for solar, wind, hydro, and hybrid 
components and systems since 1989. Web — www.absAK.com. 
Toll free 800-235-0689 or 800-478-7145, email jim@absAK.com. 


Arizona 


C & R Solar Quality design, sales and installations of 

solar/wind power systems to meet your application. Serving 

northwest Arizona since 1989 for remote homes and grid 

SOLAR tied systems. Living off grid since 1980. We achieve customer 
satisfaction with over 25 years of experience in renewable 
energy. ROC135882. 928-757-7059. 


EV Solar Products, Inc. Licensed solar professionals 
since 1991. We design and install solar electric and hot 

water systems for grid-tie and remote homes. Visit our retail 
showroom just north of Prescott at 2655 N US Hwy 89. Chino 
Valley, AZ 86323 ROC Licenses: 129793/118299. 928-636-2201. 


Generator Solar & Wind Power Systems Design, 
Sales, installation & maintenance. Off-grid & grid-tied, prime 
sy === power or back-up. Complete systems, hybrid systems, or sub 
PHT WiNTIME systems & components. We can do it. Covering all of Arizona 
& dedicated to helping all present & potential customers. 
License # ROC203166, 928-300-4067, altpwrsys@hotmail.com 


IDC Solar Exclusive products like the Guy-wireless 
Towers, Modular Wiring Unit and Automatic Battery 
I D Cc Watering System for code compliant, worry-free hybrid 
renewable energy systems. We install locally or nationally. 
So ] ar Complete licensing for all residential and commercial devices. 
Skystream turbines & towers up to 50’ now available. 
928 636-9864 or idcllc@northlink.com ¢ www.idcsolar.com 


California 


Acro Electric is a full service electrical contractor 
specializing in solar power. We provide turn-key solutions 
for PV, standby power, LED lighting, and more. Approved by 
CRO the League of California Homeowners (www.homeowners. 
org) & Better Business Bureau (www.midcalbbb.org). Free site 
ELECTRIC analysis & brochure. (866)711-ACRO ¢ www.acroelectric.com 
Quality installations backed by 32 years electrical experience. 


Apex, Apex Solar Specializing in residential off grid and 
remote commercial solar power. We provide system design, 
sales and turn key installation. For do-it-yourselfers, we 

can help with wiring diagrams and 10+ years of off grid 
experience. Licensed contractors in California call us toll free 
at 888 782-0706 or visit us at www.apxsolar.com 


California, cont. 


Carlson Solar. has been serving Southern CA since 
1988. We are a licensed, bonded, and insured solar-electric 
cai fa installation company, specializing in both grid-tie and off-grid 
‘S systems. We are NABCEP certified and take great pride in our 
E "excellent customer service. Saving the environment one house 
at a time. Call toll-free 1-877-927-0782 or visit us at 
www.carlsonsolar.com 


Cobalt Power Systems Inc. is a full-service, licensed 
installer of PV systems in the SF Bay Area. We offer free 
Cobalt consultations, detailed proposals, professional system design 
Pt tam imei, DY an electrical engineer, expert installations, and competitive 
pricing. We handle all the paperwork for the client, and we 
oversee all inspections. Please contact us at 650-938-9574 or 
www.cobaltpower.com. 


Electron Connection Licensed in CA and Oregon. 
NABCEP Certified installer. Serving northernmost California 
and southern Oregon. PV, wind, microhydro installs. 
800-945-7587 email: bob-o@electronconnection.com, 
www.electronconnection.com CA Lic. #613554 


C- 


Empower Energy, Southern California. We design, 
sell, install, & service high quality residential & commercial 
llemeower solar electric generation systems. Specializing in grid-tied 
NeERGY and remote stand-alone systems. Make renewable energy a 
responsible and cost-effective part of your home or business. 
Free project estimate 800 494-2366 empowerenergy.net info@ 
empowerenergy.net. Licensed since 1995, #711993 


Independent Energy Systems, Serving the 
Santa Cruz/Monterey Bay Area. We specialize in design, 

i installation and sales of residential/commercial PV systems. 
(Lith Our mission is to provide our friends in the community an 
opportunity to become part of the future in renewable energy. 
We are based in Santa Cruz, we love what we do and it shows 
in our work! Ph: 831-477-0943 or visit www.iesolar.com 


Michael Symons Electric, C-10 licensed electrical 
contractor. NABCEP certified installer. We design, sell, install 
Symons & service both commercial & residential Photovoltaic systems 
El = since 1982. We specialize in grid-tie and stand alone off grid 
ectric systems including solar wells. We are located in East San 
Diego County serving Southern California and Baja California 
Norte. Ph: 619-468-3277 or E mail symonselectric@aol.com 


Offline Independent Energy Systems, Since 1983. 

An electrical contracting co., we specialize in utility intertie 
(with state rebate & net metering) & off grid systems. Owned 
pe LINE & operated by Don & Cynthia Loweburg in Central CA East 

of Fresno. Don Loweburg NABCEP Certified Installer. POB 


231, North Fork, CA. 93643, (CA lic# 661052) ph 559-877-7080, 
fx 559-877-2980, ofln@aol.com www.psnw.com/~ofln 


sree  REVCO Solar Engineering, Inc. has been serving 
| Orange County, LA County and The Inland Empire since 
| | 1977. We specialize in Solar Pool Heating, DHW and Solar 
sett tulle. age Electric PV systems. REVCO is actively involved with the 
REVIOOISOH. A ke League of California Homeowners, the American Solar 
Energy Society and CALSEIA. B/C-46 Lic# 387219. 
www.revcosolar.com 800.274.3638 
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California, cont. 


Solar Wind Works specializes in consultation, sales, 
design, service, & installation of complete RE systems. 
US Distributor for Proven Wind Turbines. We supply 
all components. Grid-connected or grid-independent. 
Truckee, CA 530-582-4503, 877-682-4503, NABCEP 

| Certified Installer. CA Contractor’s Lic # 796322 chris@ 

- solarwindworks.com, www.solarwindworks.com 


Canada 


Energy Alternatives has been serving Canadians for 
over 20 years. A licensed electrical contractor (BC Lics # 
86683) with professional installers throughout Canada. Expert 
“Ayirennarives consultation & design services, turn-key installed systems 

or DIY packaged system kits. Extensive inventory for fast 
delivery. Visit www.Energy Alternatives.ca, Call 
1-800-265-8898. Canadian dealer inquiries welcome. 


Natural Power Products is Ontario’s leading supplier, 
retailer and installer for solar, wind, domestic hot water, and 
other renewable energy technologies. Complete design and 
turn-key packages for home, cottage, rural, businesses etc. All 
applicable codes are adhered to and inspected by ESA. Visit: 
www.npp.ca e-mail: info@npp.ca call: 519-504-1600 


Colorado 


Namaste Solar Electric Inc.,Smart. Simple. Sustainable. 
Namaste Solar brings clean, reliable, & affordable renewable 
energy to homes, businesses, & nonprofits in Denver/Boulder. 
A values-based, 100% employee owned company committed 
= to maintaining the highest standards of environmental 
stewardship, customer satisfaction, community philanthropy, & 
professional integrity. (303) 447-0300 ¢ www.namastesolar.com 


Solar Solutions Ltd. provides photovoltaic, wind & 
hybrid power systems & components for stand alone systems, 
grid tied, RV’s & remote water pumping. Committed to 
providing the highest quality service & customer satisfaction. 
A proud member of Colorado SEIA and a lifetime member of 
the Colorado RE Society and ASES. Xantrex Certified Dealer. 
888 44solar or 888-447-6527 www.solarsolutions.com 


Florida 


Allsolar Service Company Inc., Allsolar is a Florida 
based design-build solar contracting firm specializing in solar 
pool heating, solar water heating, and solar electric systems 


SEMe 


4 iL é, | ff for residential, commercial and industrial applications. Free 


Estimates. Harnessing the sun’s energy since 1974. 
wwwaallsolarflorida.com 1-888-6solar-1 CVC056657 Joshua 
Bessette 


ECS Solar Energy Systems (tel) 352-377-8866 
www.ECS-solar.com / tom@ECS-solar.com We service FL, the 
Caribbean and the Southeastern U.S. FL's first solar contractor 
since 1977. Solar pool heating, hot water, and electric systems 
-commercial & residential. Solar lic. # CVC056643 Florida 
state certified for "grid-connected" systems. Contact us now 
to receive a free solar informational booklet. 


Michael Fink Electrical Inc. licensed/insured/ 
RESOLAR bonded. Electrical contractor specializing in design, sales, 
AND and quality installation services for grid-tie PV systems and 


GENERATOR home standby generators. serving Lee and Collier counties in 


southwest Florida. Dealer for Guardian generators, Aeesolar, 
Sunwize. visit www.resolarandgenerator.com 239-218-2280, 
239-282-5721, er13012717 


idaho 


Creative Energies Eastern Idaho’s premiere full-service 
RE company. Solar & wind power for remote cabins, homes & 
ranches, utility grid-tied solar & wind power, solar hot water 
_aaSEA & heating, solar water pumping & passive solar home design. 
We custom design a system that fits your needs & budget. 
Trace certified dealer. Phone/fax: 208-354-3001 toll free 
866-332-3410 info@cesolar.com * www.cesolar.com 


Kentucky 


Solar Energy Solutions offers full-service design, 
consultation, and installation for renewable energy projects 
in KY, OH, IN, and surrounding states. We install off grid 


-COM 


ca SctarLemgy Saison to on-grid—residential to industrial. Employees maintain 


NABCEP PV and Solar Thermal certifications. Fully licensed 
and insured. Visit www.solar-energy-solutions.com or call 
859-312-7456. 


www.homepower.com 
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Maryland 


Standard Solar Inc., serving Montgomery and Frederick 
Counties, Maryland, Northern Virginia, and Washington, DC. 


STANDARD since 2004. Specializing in residential solar electric installations. 
[TR Visit our Website: www.standardsolar. 202 Perry Parkway 


#7, Gaithersburg, Maryland, 20877. Tel. 301-944-1200; email: 
metrodc@standardsolar.com 


Massachusetts 


JV Mechanical Contractors, Inc. Licensed in MA 
& CT. A premier full service company specializing in high 
quality solar thermal systems & wood gasification boilers. 
Committed to providing our residential & commercial 
customers with the highest quality service & customer 
satisfaction. Please contact us today for your evaluation! 
508-943-3222 ¢ info@jvmech.com * www.jvmech.com 


Nexamp, Inc. is a turnkey, renewable energy integration 
and full spectrum energy solutions company serving 
homeowners, businesses and governments in Massachusetts. 


nexaAmMp Our offerings include site feasibility assessments, business 


SACKETT 
BRICK 
Fireplace 

Design 


modeling, system design, permitting, installation and 
maintenance services. Learn more about our Veteran operated 
company at 978-688-2700 or at Nexamp.com 


Michigan 


Backwards to the Future Ltd, installing, designing 
and supplying solar equipment since 1986. OEM supplier of 
evacuated tube heat pipe technology for DHW & hydronic 
heating. Systems building integration by joint venture with 
registered architect. State licensed residential builder & solar 
mechanical contractor. POB 409 Fennville MI 49408 

tel: 269-236-6179 email: info@BTFsolar.com www.BTFsolar.com 


Sackett Brick is the mid-west distributor for Tulikivi 
masonry heaters. We have 10 dealers/installers in 8 states: 
Indiana, Illinois, lowa, Michigan, Minnesota, Missouri, Ohio & 
Wisconsin. Tulikivi masonry heaters are a clean and efficient 
way to provide heating, cooking and baking with very little 
wood. Visit www.sackettbrick.com or call 800-848-9440. 
DEALER INQUIRIES WELCOME 


Minnesota 


Sun Energy CMC. Providing alternative renewable 
energy solutions for 14+ years! We design, sell, install, and 
maintain solar PV, solar thermal, & wind energy systems 

- grid-tie/stand alone, residential /commercial. NABCEP 
Certified Installer. Grey-water recycling systems & wood/ 
corn boilers. Live responsibly! Live green! Call: 320-679-0877 
Email: sales@sunenergyusa.com * www.sunenergyusa.com 


Montana 


Oasis Montana Inc. designs and sells renewable energy 
power systems in North America and also offers efficient and 
LP gas appliances. Call to discuss your project. 877-627-4768 
or 4778. Web sites: www.oasismontana.com, www.grid-tie. 
com, www.PVsolarpumps.com, www.LPappliances.com, 
www.eco-fridge.com, E-mail:info@oasismontana.com 


Nevada 


Solar Wind Works specializes in consultation, sales, 
design, service, & installation of complete RE systems. 

US Distributor for Proven Wind Turbines. We supply all 
components. Grid-connected or grid-independent. Truckee, 
CA 530-582-4503, 877-682-4503, NABCEP Certified Installer. 
NV Contractor’s Lic # 59288. 

chris@solarwindworks.com, www.solarwindworks.com 


New Mexico 


Direct Power and Water Corp designs, engineers 
& professionally installs turn-key solar electric systems for 
remote homes/log cabins, commercial, telecommunication, 
& water pumping applications. NABCEP Certified Design 
Engineer Daniel Duffield & Master Electrician EE98J Dave 
Hammack have over 30 years experience and live by PV. 
References provided. (800)260-3792 www.directpower.com 


Positive Energy: Inc. High quality residential and 
commercial solar electricity systems. Grid-tied, off-grid, and 
battery backup systems. Licensed, bonded, insured electrical 
contractors serving NM since 1997. Four owners are NABCEP 
certified installers; five members live on solar power; +E is 
carbon neutral. References at Findsolar.com. (505) 424-1112. 
info@positiveenergysolar.com www.positiveenergysolar.com 
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New Mexico, cont. 


Solar Ray SolarRay.com Complete Solar Electric Systems 
for off-grid, grid-tie, and grid-tie with battery backup.Turn 
BR in key installations to DIY. Also offer Electric Vehicles. Licensed, 
bonded, & Insured Electrical contractor. 2 NABCEP certified 
installers on staff. Serving New Mexico and Colorado for over 
10 years. ray@solarray.com, (575) 737-9553, www.solarray.com 


North Carolina 


Argand Energy Solutions is an experienced, full- 
service provider of solar PV, solar hot water, solar pool 
: heating, and wind system design and installation, serving 
#RGAND residential, commercial, and government customers in NC, 
SC, GA, southeast; licensed and insured, for more information 
visit www.argandenergy.com or call (704) 583-9295, 
info@argandenergy.com. 


Sundance Power id acetal Inc. Serving the Southeast 
since 1995 with high-performing residential & commercial 
renewable energy systems, including SHW & radiant floor 
heat, solar, wind, & micro-hydroelectric. Providing value with 
over 13 years, thousands of installations, & millions of kilowatt 

= hours of experience to serve you! Phone: 828 645-2080 
info@sundancepower.com, www.sundancepower.com 
Ohio 
REpower SOLUTIONS: Northeast Ohio’s renewable 
energy provider for home & business. Design & professional 
installation of solar PV & wind systems. Home energy ratings 
RE DOWET & small commercial energy audits. Erika Weliczko - NABCEP 
: Certified Solar PV Installer, OH LIC #44844, Certified Home 


Energy Rater WEB: www.repowersolutions.com, EMAIL: 
power@repowersolutions.com PHONE: 216-402-4458 


Third Sun Solar & Wind Power, Ltd. Ohio’s 
premier solar and wind power contractor. Complete design 
dB and installation of utility tied or off-grid systems for OH 
muimearems and surrounding states. Serving commercial and residential 
customers. NABCEP Certified PV Installer committed to 
excellent customer service & the highest quality systems. 
www.third-sun.com 740 597-3111. 


Oregon 


Cascade Sun Works, a leading renewable energy 
contractor in Central Oregon, offers innovative products and 


Pp cost-effective engineered solutions suited to your energy 
needs. We provide Solar Thermal and PV installed systems, 
pre-packaged kits, service and engineering. Licensed and 
certified. Visit www.sun-works.com or contact us at (541) 

548-7887 CCB #151227 

S 

Mr. Sun Solar Since 1980, the Northwest's leading 

solar installer. Over 1,900 projects including solar hot water, 
solar pool heating, solar attic fans, and on- and off-grid PV 
_ systems. Dealer for Sol-Reliant(TM), The Solar Water Heating 
ele. Sun Solar System Built to Last - OG-300 and Bright Way(TM) approved. 


Phone: (888) SOL-RELY (888-765-7359). www.MrSunSolar.com 
and wwwSolReliant.com. 


South Carolina 


Argand Ente). Solutions is an experienced, full- 
service provider of solar PV, solar hot water, solar pool 
heating, and wind system design and installation, serving 

BGAN residential, commercial, and government customers in NC, 
SC, GA, southeast; licensed and insured, for more information 
visit www.argandenergy.com or call (704) 583-9295, 
info@argandenergy.com. 


Electron Connection Licensed in CA and Oregon. 
NABCEP Certified installer. Serving northernmost California 
and southern Oregon. PV, wind, microhydro installs. 
800-945-7587 email: bob-o@electronconnection.com, 
www.electronconnection.com OR CCB# 149724 


Sunstore Solar Full service solar systems integrator, 
serving Carolinas & Georgia for 30 years. Proud to serve 

the community by providing the highest quality product 
and excellent customer service. Provide all services needed 
from consultation/design to installation on all types of Solar 
Systems. 3090 South Hwy 14, Greer, SC 29650 864-297-6776, 
www.sunstoresolar.com, info@sunstoresolar.com 


Utah 


Alternative Power Systems, Inc. is Southern Utah’s 
premier Designer & Installer of renewable energy systems. We 
provide design, sales, installation & service of Solar Power, 
_ Solar Hot Water, Wind & Back-up Generators. We are the 
, ima. Tegion’s only NABCEP certified. We are insured & licensed 
Homttieis=s in Utah #6259909-5501 And Nevada #0068796. Compare our 
prices. www.apssolar.com 435-586-9181 


Solar Unlimited Energy & Homes, Inc. Serving 
Southern Utah, Eastern NV and Northern AZ since 1998. 
Providing sales, service and installation of all your alternative 
energy needs, including PV, Wind, Net-Metering, Off-Grid, 
Batteries and Generators. We are also an Authorized Xantrex 
Service Center. Licensed & Insured. Call toll free 866-solar99 
or visit www.solarunlimited.net 


Vermont 


C— 


Independent Power LLC Serving Northern Vermont 
and New Hampshire with PV design, sales and installation. 


NABCEP certified owner David Palumbo has built over 300 
off-grid and grid tied systems since 1988. Outback Certified 


Dealer. 462 Solar Way Drive, Hyde Park, VT 05655 
www.independentpowerllc.com 1-802-888-7194 


Vermont Solar Engineering has provided the 

finest in renewable energy throughout New York and New 
England, since 1991. We design, install, and support solar 
electric, wind electric, and solar hot water systems. 

K. Herander, NABCEP™ certified installer. Xantrex Certified 
Dealer. NYSERDA eligible installer. Vermont Solar and Wind 
Partner. www.vermontsolar.com 1-800-286-1252 


Virginia 


Dunimis Technology Inc. Providing alternative 
energy systems since 1992. NABCEP certified solar 
technicians on staff. We specialize in the more demanding 

_ upscale off-grid residential & commercial installations. 
Installations completed in ID, TX, PA, NJ, NC, VA, and WV. 
P.O. Box 10, Gum Spring, VA 23065, Phone 804-457-9566, 
jryago@netscape.com, www.pvforyou.com 


Washington 


SolarWind Energy Systems, LLC PO. Box 1234, 
Okanogan, WA 98840 509-422-5309 www.solar-wind.us WA 
Cont. # SOLARES983RQ. Serving Eastern WA & Northern 
ID grid-tied & off-grid RE systems. Solar PV, wind, solar hot 
water, remote stock watering. Design, installation, service, 
maint. Solar Energy International (SEI) trained. Lic. & 
bonded. bclark@solar-wind.us or jmartin@solar-wind.us 


Western Washington Solar designs & installs solar 

electric, solar hot water, solar space heating & wind power 

systems for residential & commercial clients throughout 
_ 


Washington. Renewable energy will save you money, add 
value to your home or business, & reduce greenhouse gas 
emissions. 360-319-6273, www.westernwashingtonsolar.com, 
email: info@westernwashingtonsolar.com 


Wyoming 
Creative Energies Wyoming's premiere full-service RE 
company. Solar & wind power for remote cabins, homes & 
ranches, utility grid-tied solar & wind power, solar hot water 
a & heating, solar water pumping & passive solar home design. 
We custom design a system that fits your needs & budget. 


Trace certified dealer. Phone/fax: 307-332-3410 toll free 
866-332-3410 info@cesolar.com * www.cesolar.com 


SunPower Energy Casper, WY. Design, installation & 
service to comply with regulatory requirements. Grid-tied & 
off-grid systems. Solar electric & hot water, wind turbines. 
Authorized dealer for Sanyo & Day4 panels, Fronius & 


‘~ 
4, Outback inverters, Southwest Windpower & Skystream wind 


f turbines, Surrette batteries. Financing available. 307-262-4647; 
fax 307-235-2525 ¢ sunpower@bresnan.net. 


RE Installer? Get Listed. 


Our readers continue to look to Home Power for referrals 
to RE installation professionals in their area. 
For more information or to get your business listed in 
Home Power's Installers Directory, e-mail 
advertising@homepower.com or call 541-512-0220. 
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SOLAR 2008 


POWER OCT 13-16 


CONFERENCE SAN DIEGO 
CALIFORNIA 


pt 2 _ - ee ee 


lo, O00 ATTENDEES = 400 EXHIBITORS ¢ 200 SPEAKERS 


' i 


AMERICA’S LARGEST 
SOLAR EVENT 


FOUR GREAT REASONS TO ATTEND: 


e BIG IN BUSINESS - 2007 attendees to spend 
US$3.9 billion with Solar Power exhibitors over SEPA 
the next 12 months SP eee SEIA 


e STRONG IN EDUCATION - 78% of attendees 
rate this conference’s sessions as better than 
other energy conferences they have attended 


e INTERNATIONAL IN SCOPE - Sixty-three 
countries represented at 2007 at a truly world- 
wide event 


Presented by: 


TeraWatt Sponsor: 


GigaWatt Sponsors: 


THE NEW VALUE FRONTIER 


e SUCCESS IN MARKET GROWTH - Conference KYOCERA _— 
& Expo proceeds support SEPA and SEIA in 
growing US solar market 


Plan ahead 
= and mark your 
[ 


=f calendars! 
' SOLAR POWER 2009 > 

: Oct 19— 22 

San Jose, CA 

— | ei —4 


PHOTOVOLTAICS * CONCENTRATING SOLAR POWER « SOLAR HEATING | 


| | ¥ Z £ ~ ee > “s 2 ) = 


ELECTRIC 
\TVe=e TRACTOR 


NO oil 
= 99 No Carbon 
en NO Warming 


info@GorillaVehicles.com Doran Electric Vehicles 

5842 McFadden Ave, Unit R 
PLEASE SEE OUR WEBSITE Huntington Beach, CA 92649 
or call for a brochure package (714) 377-7776 


ZAnDSTREAM Pon = 
sales@windstreampower.com 
Phone 802-425-3435 
FAX 802-425-2896 


arness the energy from the most powerfu 
g H th fi th t rful 
CZ muscle group in your body. 

(a Generate electricity with your bicycle 
Q and the Bike Power Generator. 
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- Simmons e 
Natural Bodycare 
simmonsnaturals.com 
MAKING 

y EVERYDAY 
SPEGIAL 
Off the grid since 1982 


ARD A SUSTAINABLE FUTURE «<p 


| BATTERY BOX 
Gam VENTILATOR 
— & BACK DRAFT DAMPER 
www.zephyrvent.com 
Nf Available from dealers and distributors 
cs 


in the U.S., Canada and Australia. 


ZEPHYR INDUSTRIES « POB 52 - SALIDA, CO 81201 - 719.530.0718 


DESIGN & INSTALLATION 


Red Lodge, MT * 406-855-8824. 
www.efficientradiant.com e efficientradiant@yahoo.com 


solar powered 
DIFFERENTIAL TEMPERATURE 
CONTROLLER 


Improves the performance 
$85.00 of solar heating systems 
For 12 or 24 Volt DC pumps 
wwwArtTecSolar.com 


solar Data Logger 


) ® Logs solar irradiance and 
cumulative incident energy 


« Weatherproof enclosure 
» USB interface 


*159” 


crecimcuitlabs.con 


Software & Hardware 
for Xantrex Battery Gauges 


Meters, Temp Sensors 
48V Kits, EV Kits 
PC Interfaces, etc. 


www.RightHandEng.com (425) 844-1291 
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AAA Solar Supply, WWW.aaasolar.COM .......cccseeeserseeseeeseeeeeeeeseeneeeenees 124 
Abraham Solar, www.abrahamsolar.com ..........:::cc:scceceeceeeeeeeeeeeeeeeeeneaees 128 


ABS Alaskan Inc., www.absak.com 


AEE Solar, www.aeesolar.com.. 


Aerostar, Inc, www.aerostarwind.com 
Affordable Solar Group, www.affordable-solar.cOmM.......ccsseeeees 24/25 
Alternate Energy Technologies, LLC, www.eaglesunsystem.com........... 37 


Alternative Energy Store, www.altenergystore.com 
Alternative Power & Machine, www.apmhydro.com.. 


AnemErgonics, LCC, www.anemergonics.com 
Apex Solar, WWW.apxsolar.COM ......cccccsseeseesssseeeeseseessesesseeseseseeseeneeeenees 
Apollo Solar, WwWW.apollosolar.cOmM ......:cccscsscsseeeesseesseeeeeseeseeseseneeeenee 15 
Apricus Solar Co. Ltd., WWW. apriCus.COM .......ccccceceeseesseeeeeseeseeseneneeeeeeen 
APRS World LLC, www.winddatalogger.com.... 
ART TEC, www.arttec.net 
BackHome Magazine, www.backhomemagazine.com 
Backwoods Solar Electric Systems, www.backwoodssolar.com ............ 80 
Bernt Lorentz GMBH & Co. KG, www.lorentzpuMmps.COM........ccceeeeee 56 


Blue Sky Energy Inc., www.blueskyenergyinc.com 
Bogart Engineering, www.bogartengineering.com. 


Brand Electronics, www.brandelectronics.com 
Butler Sun Solutions, www.butlersunsolutions.com............::::::eeee 121 
BZ Products, Www.bzproducts. net .........::cccessceeeeseeseeseneeeeeeeeneeees 


C Crane Co., WWW.cCrane.COM ........ceccecceeceeceeeeeeeeeeeeeeeeeeeeeeaeeeeeeeeeaeeneneaeeas 


CMS Magnetics www.magnet4sale.com.. 
Sun Xtender www.sunxtender.com.... 


Conergy Inc., www.conergy.us 


Crestone Energy Fair WWW. joinlas.cOM........c:ccccsseeseesseseeeeeneeneeeneees 125 
DC Power Systems Inc., www.dcpower-systeEMS.COM .......cseceeeseeeeeeeee 31 
Efficient Radiant Systems, LLC www.efficientradiant.com ...........0008 134 


Electric Auto Association, www.eaaev.org 


Electro Automotive, www.electroauto.com.... 


Electron Connection, www.electronconnection.cOM........seseeeeeeees 83 
Energy Conservation Services, WWw.ecs-SOlar.COM ......::secseseeeneees 104 
Energy Systems & Design, www.microhydropower.com ......ceseeees 116 


Energy Wise Solutions, www.energywisesolutions.net 
Enphase Energy, www.enphaseenergy.com 


Exeltech, www.exeltech.com 


Free Fuel Forever, www.freefuelforever.cOmM..........:::::ceceeeseeeeeeeeeeeeeeee 128 
Fronius USA LLC, www. fronius-USa.COM ..........:eccccceeeeeeeeeeeeeeeeeeeeeeeeeeaee 8/9 
Fullriver Battery USA, www.fullriverdcbattery.com........cccceseeeeeees 90 


Gorilla Electric Vehicles, www.gorillavehicles.com 


Green World Biofuels, www.greenworldbiofuels.com 
GroSolar (Global Resource Options) www.grosolar.com........seee IFC, 28 
Harris Hydro, 707-986-7771........ccccccseccseeeee esses eevee seeseesseseeeseeseeeeenneneeee 
Hydrocap Corp., 305-696-2504..........ccccsssceeeeessesseeeeseeeeseeeseessenenseneneneenee 
Hydroscreen Co. LLC, www.hydroscreen.com 


Illinois RE & Sustainable Lifestyle Fair, www. illinoisrenew.org. 


Innovative Solar Inc., www.innovativesolar.com 
Jan Watercraft Products, WWW.jaNWP.COM .......cccscseeeseeseeeeeeeeseerenenee 
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People 


Who: Larry & Twila Dove 
Where: Fayetteville, Georgia 
When: March 2007 to present 
What: Solar-electric system 


Why: Just one more way to harvest the sun 


Courtesy Larry & Twila Dove (2) 


Larry and Twila Dove didn’t set 
out to be an example for others. 

It just happened. Last year, the 
husband-and-wife team installed 

a grid-tied 7.2 KW solar-electric 
system at their organic farm just 
south of Atlanta. They didn’t do it 
for the rebates, because the state 
of Georgia does not offer any. And 
they didn’t do it for the payback, 
because it could take decades at 
current electricity rates. They did it 
because, as they say, “It was, and 
is, the right thing to do.” 


Up with the sun: Larry and Twila Dove 
prepare for another day in the fields, 
while their PV system generates clean, 
renewable electricity for their household 
and farm. 


After “far too many years in 
suburbia,” Larry and Twila— 
country kids raised in rural 
Virginia—longed to get back to 
living closer to the land. They got 


the chance in 2003 when Larry’s A commitment to caring for the land and 


work as an airline pilot moved concerns about global warming spurred Larry 
them to Georgia. About 20 miles and Twila to investigate their RE options. The 
south of Atlanta, along one of the few country roads left in couple found George Andrews of Solar Source in Barnesville 
Fayette County, the couple stumbled upon a rare gem in the and devised a plan to take advantage of the abundant sunshine 
suburban landscape—a 15-acre farm complete with a two- that hit the south-facing barn roof. They managed to squeeze in 
story brick house, open fields perfect for growing vegetables, 45 PV modules on the roof. With an average of 4.97 daily peak 
and a pole barn, which would be essential for their day-to-day sun-hours, the system produces approximately 912 KWH per 
operations but also central to their renewable energy aspirations. month—roughly two-thirds of the electricity needed to support 


their two-person, all-electric household and the farm operations. 


Although they didn’t set out to be solar pioneers, Larry and 
Twila found themselves negotiating a net-metering agreement 
with EMC Coweta-Fayette, their electric cooperative. “We were 
the first to ask for net metering. The concept was completely 
foreign to the co-op board. They didn’t have a contract in place, 
so they hired a consultant to draft one,” Larry says. “It took 
months of back-and-forth to nail down a fair buy-back contract.” 


In the Peach State, where installed solar capacity is dismally 
low by comparison to most states, almost anyone who adds PV 
to a home or business becomes a poster child for solar power. 
“It's hard to convince people to buy into solar in Georgia. There 
is no real economic argument. You have to do it because you 
genuinely care about the planet,” Larry says. “We did it because 
we feel a sense of responsibility to reduce our carbon footprint 
by doing what we can.” 


—Kelly Davidson 


Courtesy George Andrews/Solar Source 
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What 


sroSolar a 
World 


Needs. 
NOW 


A Full Service Solar Distributor, 


groSolar Delivers... 


%x Largest product selection from four warehouses 
across North America 


*x Business and technical training and field assistance 
*x Turnkey and custom solutions 


*x Solar energy industry advocacy 


Visit Us At 


Solar Power 2008 


October 13-16 e San Diego,CA e Booth #813 


Go to groSolar.com/events for more information 


Become a groSolar partner today 


: a 
Solar Electric * Solar Hot Water « Solar Air Heating g ‘ro 


800 GO SOLAR (800.467.6527) | groSolar.com 


OUR STANDARD LABEL 


> << CAUTION. 


Rolls has been producing premium batteries 
specifically designed for the renewable energy market since 1984. 
That's why those who can’t afford to go without power know they 


can’t afford to trust anyone else. 


BATTERY ENGINEERING 


Superior Cycling | Dual-Container Construction | Widest Range of Specs 
Largest Liquid Reserves | Easiest to Install | Longest Life Span | Premium Warranties 


T. 1.800.681.9914 E. sales@rollsbattery.com www. rollsbattery.com 


Race cars don’t have back seats 


As the largest PV Manufacturer in North America since 1977, we don’t 
let solar take a back seat to any other line of business. 


Whether it’s proving the efficiency and competitiveness of solar energy 
in the North American Solar Challenge, providing modules that make 
more energy per rated kW than other major brands, or integrating NEC 
2008 code compliant connectors on every module since 2005, you can 
expect SolarWorld to be leading the way. 


In the race to grid parity, SolarWorld’s advanced crystalline PV 
manufacturing technology and rapid capacity growth along the entire 


value chain are keeping us ahead of the pack. 


Let SolarWorld put you in the pole position. 


Visit us in booth #9600 at SolarWorld California 
—— 4650 Adohr Lane 
; Camarillo, CA 93012 
Herth Anrerica 1-866-226-5806 
July 15 through 17, 2008 service@solarworld-usa.com 


SolarWorld. And EveryDay is a SunDay. 


www.solarworld-usa.com 


